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Analysis  of  the  Water  of  MbUc  Water 
Averages  of  Chemical  Analyses  of  Ground    Water  i 


Supplies 
Sources  for 


Yoar  W69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 

o. 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Abington 

G.  P.  Well  n  -  Walnut  St. 

3 

33 

6.2 

20 

67 

0.8 

.66 

1.3 

35 

3 

Abinpton-Fockland 

G.  P.  Well  #  1  2 

11 

27 

6.6 

20 

56 

1.9 

.12 

0.0 

86. 

3 

Acton 

G.  P.  Well  #1  off  Mass.  Ave. 

0 

39 

6.1 

16 

68 

.01 

.07 

0.6 

37. 

3 

Conant  G.  P.  Well-  Tap  in  P.S. 

0 

0 

6.1 

8 

31 

.12 

.19 

0.0 

32. 

3 

Lavsbrook  Road  Gravel  Packed  Well 

0 

0 

6.2 

7 

m 

.01 

.12 

3.8 

2lu 

2 

^rVinnl   9+  WpH 

0 

0 

19 

70 

.03 

.22 

1.7 

2U. 

1 

A  A  Q  Trie 

PttavpI  ParVrfid  WpII   U"\   -  Tan  In  P  S 
Gravel  Packed  Well  #2  -  Tap  in  P.S. 

0 

3 

7  6 

106 

110 

.03 

.01 

0.3 

3.5 

3 

Aires  bury 

Raw  Water,  Tubular  Wells  at  Powow  Rv. 

Hi 

97 

6.7 

U3 

67 

5.5 

.21 

0.0 

1U. 

3 

Overflow  of  Settling  Tank  at  Weir  - 
Filtration  Plant 

1 

7 

7.U 

61 

67 

.3U 

.17 

0.0 

22. 

3 

Tap  in  Pumping  Station-Filtered  Water 

0 

3 

7.3 

58 

65 

.09 

.03 

0.0 

22. 

3 

( 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Z 

.2 
a 

< 

Nitrate  N 

Chlorides 

No.  of  Samples 

Ann erst 

Gravel  Packed  Well  at  Dawrence  Swainp 

0 

0 

6.2 

19 

32 

.OR 

.02 

0.0 

3.0 

1 

Gravel  Developed  Well  at  Law.  Swamp 

0 

2 

6.2 

12 

35 

.0U 

.01 

0.2 

U.2 

3 

And over 

Abbott  Gravel  Packed  Well,  Tap  in  P.S 

0 

3 

P. 3 

57 

31 

.00 

.01 

1.0 

27. 

3 

Ashland 

G.  P.  Well  #h  at  Hopkinton  Res. 

0 

20 

6.U 

b 

20 

.02 

.38 

0.0 

18. 

2 

G.  P.  Well  #5  at  Hopkinton  Res. 

1 

ie 

6.2 

6 

20 

.02 

.38 

0.0 

18. 

2 

Athol 

New  South  St.  Gravel  Packed  Well 

1 

0 

6.7 

23 

U6 

.10 

.63 

0.8 

21. 

3 

'  Attleboro 

Bark  Stj  Gravel  Packed  Well  Raw 

h 

28 

6.3 

18 

35 

1.1 

.17 

o.5 

19. 

3 

Bank  Stj  Station  -  Finished  Water 

0 

30 

7J 

56 

39 

1.1 

.11 

0.5 

23. 

3 

Dug  Wells  and  Filtered  Water  -  before 
treatment  in  So.  Attleboro 

3 

3 

6.6 

13 

U2 

.01 

.01 

0.3 

30. 

3 

Gravel  Packed  Wells  (  before  treat- 
ment in  So.  Attleboro 

3 

3 

6.1* 

U3 

.11 

.39 

0.3 

32. 

3 

( 


Analyst*  of  the  Water  of  Mttc  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  IS  f 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

S 

o. 

Alkalinity 

Hardness 

Iron 

Manganese 

35 
< 

Nitrate  N 

ChloHdes 

I 

• 

o 
Z 

(  Cont'd  ) 

Attleboro 

Holrien  St;  No.  Well,  before  Treatment 

in 

7D 

6.2 

17 

33 
j  j 

1.7 

.10 

O.lt 

12. 

3 

Holder  Stj  So.  Well,  before  Treatment 

p 
c 

6.1j 

28 

38 

1.3 

.12 

0.2 

12. 

3 

Holden  Stj  Combined  Wells  after 

Treatment 

2 

63 

7.0 

57 

31 

1.8 

.17 

0.1 

18. 

3 

Auburn 

Gravel  Packed  Well  #1,  ?an  in  P.S. 

o 

0 

7.3 

107 

170 

.05 

.00 

U.7 

1U3. 

3 

Gravel  Packed  Well  #3,  Tap  in  P.S. 

1 

2 

6.6 

hi 

1UP 

.18 

.01 

3.0 

8U. 

3 

Gravel  Packed  Vell#U,  Tap  in  P.S. 

1 

2 

7.2 

Sh 

81 

.02 

.01 

1.8 

65. 

3 

Auburn  Pakachoag 
Water  Co. 

Tap  on  Griggs  Water  System 

0 

2 

6.2 

33 

80 

.00 

.01 

U.5 

25. 

3 

Avon 

Gravel  racked  well  w  l 

0 

2 

20 

85 

.02 

.01 

a.u 

81. 

5 

Gravel  Packed  Well  #  2 

0 

5 

6.1 

31 

83 

.09 

.145 

3.1 

60. 

3 

Gravel  Packed  Well  #3 

0 

5 

6.3 

20 

88 

.00 

.02 

5.6 

72. 

1 

*  Old  Dug  Well,  Hydrant  in  P.S. 

0 

2 

6.0 

12 

U7 

.07 

.03 

2.1 

53. 

3 

I 


Analysis  of  the  Water  of  Pwfalsc  Water  Supplies 
Averages  of  Cbtmlcai  Analyses  of  Ground    Water  Sources  Cor  Year  19  £  ° 


v^iijr  or  luwn  bwitob 

Milligrams  per  Liter 

Turbidity 

Color 

X 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

OS 

l 

Nitrate  N 

Chlorides 

No.  of  Samples 

Ayer                            Gravel  Packed  Well  #1  Tap  at  Well 

6 

25 

7.0 

67 

77 

1.1 

1.3 

0.1 

26. 

3 

Gravel  Packed  Well  #2  Tap  in  P.S. 

8 

23 

7.1 

56 

73 

1.1 

.91 

O.h 

2lu 

3 

Ayer  (Fort  D evens  )     Patton  Gravel  Packed  Well 

1 

0 

7.0 

69 

132 

.03 

.20 

O.li 

19. 

2 

Old  P.S.  Grove  Pond 

X 

■a 
j 

6.9 

^8 

71 

.10 

.lh 

29. 

McPherson  Well 

0 

2 

6,6 

31 

111 

.01 

.01 

0.7 

3 

Shebokln  Gravel  Packed  Well 

1 

10 

7.2 

71 

91 

.20 

.12 

0.0 

6.5 

3 

Barnstable  Water  Co.    Gravel  Packed  Well,  Tap  in  Mahar  P.S. 

0 

U 

6.2 

8 

19 

.18 

.06 

0.7 

lh. 

3 

G.  P.  Well,  at  Hyannisport,  Tap  in  P.S 

0 

10 

6.2 

11 

20 

.00 

.00 

1.0 

17. 

1 

G.  P.  Well  off  Straightway-Tap  in  P.S, 

0 

0 

5.7 

5 

15 

.03 

.03 

1.3 

11. 

2 

G.  P.  Well,  Mary  Dunn  P.S. 

0 

3 

5.9 

5 

20 

.32 

.07 

0.0 

1U. 

3 

Farnstable  Fire  Dist.  Tan  in  P.S.  (  Gravel  packed  well  ) 

1 

0 

6.1 

10 

32 

.12 

.01 

O.it 

2U. 

2 

G.P.  Well  #2  -  K 

0 

2 

6.1 

h 

111 

.10 

.01 

0,0 

15. 

3 

G.P.  Well  off  Ltimbert  Mill  Rd. 

2 

0 

6.1 

h 

12 

.05 

.00  , 

0.0 

13. 

1 

■BSSSSSSSSSSSSSSSSSSSSSSSSSSSSSSSSSl' 


( 


Analysis  of  the  Water  of  Pmbihc  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  69 


1    City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

SB 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Rarnst  able-Cent.erville 
Osterville  Water  Dist. 

Tap  in  P.S.  -  G.  P.  Well  Rt.  2fi 

6 

5 

6.2 

3 

12 

.13 

.02 

0.2 

13. 

1 

Tap  in  Main  P.S.  (  McShane  ) 

0 

5 

6.3 

6 

12 

.01 

.00 

0.9 

13. 

1 

Tap  in  Auxiliary  P.S.  (  Arena  ) 

0 

0 

6.1 

h 

61 

.00 

.02 

0.6 

13. 

1 

Craigville  G.  P.  Wells  -  Tap  in 

System 

2 

5 

5.7 

k 

18 

•oU 

.00 

0.8 

18. 

1 

new  iiciij   ^ap  xn  iUjiiping  oia. 

1 

3 

h 

26 

1.2 

.07 

1.1 

13. 

2 

lap j  "ens  a\j  r  ac boryj  .l/ uLg  <y  iuu. 

0 

0 

3 

20 

.00 

.06 

0.6 

13. 

3 

ii 

Tan   n   p   Won  u  o 

0 

0 

O.J. 

6 

17 

.01 

.01 

0.3 

5.8 

3 

Bedford 

Gravel  P.  W.  #1-Page  School 

1 

13 

6.5 

31 

7lx 

.08 

.60 

2.5 

36. 

3 

Gravel  P.  W.#3-Mitre  Well  Rt.  62 

0 

3 

6.U 

26 

93 

.02 

.27 

3.6 

60. 

3 

Gravel  Packed  Well  #•  U 

0 

0 

6.1* 

10 

ho 

.00 

29. 

1 

Gra-vel  Packed  Well  #  5 

0 

0 

6.U 

12 

ho 

.00 

fcSkiSli 

26. 

1 

( 


Analysis  of  the  Water  ott  Public  Water  Supplies 
Averages  -of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

• 

3 

Color 

s 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Z 

oB 

it* 

Nitrate  N 

Chlorides 

No.  of  Samples 

(  Cont'd  ) 

Bedford 

Gravel  Packed  Well  #  h 

0 

0 

6.1i 

10 

liO 

.00 

29. 

1 

Gravel  Packed  Well  #  5 

0 

0 

6.U 

12 

ho 

.00 

26. 

1 

G.  P.  Well  #6  -  Old  Dug  Well 

6 

12 

6.L 

w  e  m- 

17 

62 

.38 

.21 

2.7 

bk. 

3 

G.  P.  Well  #7  -  Middlesex  Turn. 

o 

5 

6.1i 

23 

62 

.01 

.55 

0.3 

55. 

3 

G.  P.  Well  #P-Fiddlesex  Turnpike 

1 

10 

6.3 

17 

51 

.10 

.13 

0.3 

33. 

3 

Belchertown  Water  Dist.    Tubular  Wells  -  Tap  in  P.S. 

0 

0 

6.2 

111 

93 

.01, 

.01 

1.1 

82. 

3 

Pelc^ertown  St. 

Sc.  Supt.  Tubular  Wells-  before  Treatment 

1 

10 

6.3 

20 

61 

.U3 

.16 

0.1 

26. 

3 

) 

Tubular  Wells,  after  Treatment 

1 

10 

7.5 

62 

59 

.50 

.15 

0.1 

27. 

3 

Bellinpham 

Gravel  P.Weil  #1-Tap  in  P.S. 

0 

3 

6.3 

28 

32. 

.00 

.03 

o.5 

9.3 

3 

Gravel  P.  Well  #2-Tap  in  P.S. 

0 

3 

6.3 

17 

27 

.09 

.12 

0.1 

8.5 

3 

New  G.P.W.  #3,  TaD  in  P.S.  off 
Wrentham  Road 

0 

3 

6.3 

21 

m 

.01 

.08 

1.2 

11. 

3 

New  G.P.W.  #U,  Tap  in  P.S.  off 
Wrentham  Rd. 

0 

3 

6.U 

28 

32 

.01 

.02 

0.8 

11. 

3 

Analyvi*  <rf  tbe  Water  <rf  Mftfco  Water  Supplies 
Anofet  <rf  Ohemtoal  Analyses  of  Ground    Waesr  Sources  far  Year  W  69 


City  or  Town 

Sooroe 

Milligrams  per  Liter 

Turbidity 

Color 

as 

Alkalinity 

• 

I 

Iron 

« 

i 

Ammonia  N 

Nitrate  N 

Chlorides 

• 

o 
z 

Bellingham 

G.  P.  Well  #5  -  Taunton  St 

0 

2 

6.U 

20 

Ii2 

.00 

.02 

l.U 

19. 

2 

Pernardston  Fire 
Dist. 

Dug  Well  -  Tap  in  P.S. 

c. 
o 

o 

6.8 

-LU 

25 

•  '7 

.01 

U.J. 

JO 

3 

Gravel  Developed  Well-Tap  in  P.S. 

5 

8 

6.7 

7 

19 

.2U 

.01 

0.2 

3.0 

2 

Billerica  House 
of  Correction 

Tap  in  Engineer's  Office 

l 

10  | 

6.2 

19 

75 

.08 

.02 

5.3 

U3. 

3 

Blackstone 

G.  P.  Well  #Lf  Tap  in  P.S. 

0 

2 

6.3 

12 

31 

.00 

.01 

1.8 

15. 

3 

G.  P.  Well  #2,  Tap  in  P.S. 

0 

7 

6.3 

15 

25 

.03 

.27 

1.1 

13. 

3 

G.  P.  WeU  #3,  Tap  in  P.S. 

l 

8 

6.3 

10 

15 

.21* 

.15 

0.1 

8.5 

3 

Bourne  (  Water  Dist. 

)  New  G.P.Weil,  Rt.  28,  Tap  in  P.S. 

2 

11 

6.1 

5 

2U 

0.5 

.01 

0.2 

2k. 

3 

Gravel  P.  Wells,  Tap  in  P.S. 

0 

3 

6.3 

10 

17 

.03 

.01 

0.1 

U.8 

2 

„  G.  P.  Well  #3  -  Town  Forest 

1 

5 

6.2 

5 

16 

.02 

.00 

0.1 

16. 

1 

Analysis  of  the  Water  of  MtaUo  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  Cor  Year  1969 


City  or  Town 

Source 

• 

Turbidity 

Color 

as 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Bourne  (  Puz7ards  Pay 

Water  Dist.  ) 

Gravel  Packed  Well,  Tap  in  P.S. 

0 

3 

6.1* 

5 

16 

.01* 

.00 

0.2 

9.0 

3 

Tubular  Wells,  Tap  in  P.S.  &  G.P.Weil 

0 

2 

6.3 

a 

15 

.07 

.01 

0.1 

0.0 

3 

Gravel  Walled  Well  off  head  of  Bay  Rd 

o 

2 

6.2 

✓ 

15 

.02 

.01 

O.li 

10. 

-* 
j 

Pourne  Mo.  ^aparrore 

'.later  Pist. 

Tubular  Wells,  Tap 

0 

2 

6.3 

10 

21* 

.03 

.00 

0.7 

22. 

3 

Gravel  Walled  Well,  Tap 

- 

Bourne,  So  Sarairore 

Water  Dist. 

Tap  in  P.  S.  Tubular  Wells 

0 

3 

6.1* 

6 

17 

.01 

.01 

0.6 

12. 

3 

Boylston  Norningdale 

waxer  jjisx. 

urave ±  i  aciceu  w  e±±  ff± .  i  ap  xn  r  . 

0 

0 

o.i> 

22 

1*5 

.00 

.00 

0.7 

19. 

2 

New  Gravel  P.  W.  #2,  off  Rt. 70-11*0 

1 

5 

6.3 

11* 

32 

.25 

.01 

1.1 

15. 

2 

Boylston  Water  Dist. 

Gravel  Packed  Well,  Tap  in  P.S. 

0 

1* 

6.3 

21 

1*9 

.02 

.01 

0.5 

11*. 

3 

Braintree  Water  Wks. 

Gravel  P.  Well  off  Lakeside  Ave 

3 

12 

6.0 

17 

81* 

.36 

.28  \ 

0.5 

L10.  , 

3 

Analyst*  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  ofGround     Water  Sources  for  Year  W  69 


City  or  Town 

Source 

Milligrams  per  Liter 

lrbidity 

o 

a 

kalinity 

CO 
00 

"1 

a 

mganese 

nmonia  N 

trate  N 

lorides 

No.  of  Samples 

— * 

H 

o 

a 

< 

a 

2 

2 

< 

Z 

U 

Eraintree  Norfolk 
County  Hospital 

Tac  in  P.S. 

0 

3 

6.7 

1*9 

65 

.07 

.06 

1.2 

12. 

3 

Bridgewater 
(Water  Dept. 

Gravel  P.  Well  #1,  Tap  in  P.S. 

0 

3 

6.1* 

17 

31 

.25 

.ho 

0.2 

15. 

3 

Gravel  P.Weil  #2  -  Tap  in  P.S. 

0 

3 

6.1 

13 

U3 

.09 

.11 

1.9 

IP. 

New  G.  P  #3  Carver  Pond 

u 

3 

6.1 

13 

U2 

.19 

•  lo 

3o 

1?. 

3 

Bridpewater  (11. C.I.) 

Flagg  St.  Wells,  No.  Group,  Tap 

0 

0 

6.3 

13 

30 

.01 

.01 

0.6 

11. 

3 

tTurj-inp ton  *»axer  uisx. 

lerrace  nail.  wej.x  wi. 

Tap  in  P.S.  Tubular  Wells 

2 

6 

6.3 

67 

153 

.13 

.75 

0.5 

136. 

3 

G.P.W  #5  Middlesex  St.  Tap  in  P.S. 

0 

3 

6.7 

35 

95 

.03 

.la 

0.2 

91*. 

2 

Terrace  Hall  Well,  O.P.#2 
Tap  in  P.S. 

0 

3 

6.2 

16 

79 

.03 

.27 

1.0 

PI. 

3 

purlington  Water  Dist. 

G.  P.  W.  #3,  Middlesex  St.  Tap  in  P.i 

'  1 

3 

6.1 

18 

59 

.05 

.00 

0.5 

61. 

2 

( 


Analysis  of  the  Water  of  Public  Water  Supplies 
Average*  of  Chemical  Analyses  of  Ground    Water  Sources  Cor  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

1  

Color 

s 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 
Nitrate  N 

Chlorides 

No.  of  Samples 

Burlington  Water  Dist. 

G.  P.  Well  #L,  Middlesex  St.  Tan 
in  P.S. 

0 

5 

6.2 

31 

100 

.01 

.00 

1.2 

62. 

1 

Purlingt on 

Well  #6-Savoy  Brook  Rd. 

0 

10 

6.5 

17 

7U 

.11 

.27 

0.5 

80. 

2 

G.  P.  Well  #7  off  Lexington  Avenue 

0 

5 

6.6 

37 

.7U 

«16 

.00 

O.Ii 

u6. 

1 

Tub.  Wells-Wyman  St. 

0 

3 

6.U 

15 

126 

.02 

.01) 

1.7 

71. 

3 

Canton 

Henry's  Spring 

0 

8 

6.1 

17 

U9 

.02 

.02 

2.8 

h9 

2 

Gravel  P.  Well  near  Henry's  Spring 

Tap 

0 

5 

6.2 

17 

U9 

.02 

.29 

1.2 

32. 

2 

Springdale  Well 

0 

10 

6.2 

17 

U5 

.00 

.03 

2,3 

b2. 

2 

G.P.Weil  #2,  Tap  in  P.S.  Dedhai*  St. 

150 

10 

6w6 

56 

76 

3.6 

1.0 

0.5 

LU. 

1 

Gravel  Packed  Well  #3 

U2 

60 

6.8 

62 

70 

U.5 

.16 

0.0 

22. 

1 

Gravel  Packed  Well  #5 

0 

5 

6.1 

19 

U6 

.00 

.00 

0.3 

L8. 

1 

Gravel  Packed  Well  #6 

0 

0 

6.U 

Hi 

26 

.00 

.00 

0.5 

?.5 

1 

Gravel  Packed  Well  #7 

0 

5 

6.5 

17 

60 

.00 

.00 

0.1 

>0.  ■ 

1 

( 


I 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  69 


uity  or  lown 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

as 

a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Canton 

Gravel  Packed  Well  #b,  Tao  in  P.S. 

0 

28 

6.3 

27 

U7 

.01 

.02 

2.8 

23. 

2 

Chatham 

New  Gravel  Packed  Well 

0 

3 

5.9 

7 

19 

13 

.03 

0.0 

18. 

3 

Old  Gravel  Packed  Well 

U 

5 

6.0 

7 

I 

o  o 

o 
J 

Cholrsford,  No.Chelms- 

.1  VJI  \J      "  -LI  C  Lc  L  • 

Gravel  P.W.  #1  at  Bomil  Fields 

3 

3 

5.9 

13 

125 

.15 

.11* 

k.9 

119. 

3 

-  •        lit: _LJ         i  I  v j 

Fire  Hist. 

G.  P.  Well  #2  at  Bomil  Field 

1 

3 

6.2 

16 

65 

.01 

.114 

1.9 

71. 

3 

Chelmsford 

G.P.  Well  #3-EoTnil  Field 

1 

U 

6.2 

20 

65 

.05 

.27 

l.li 

86. 

3 

Chelmsford  V.'ater  Dist. 

Turnpike  Road  G.P. Well 

0 

3 

6.1 

16 

53 

.02 

.23 

3.1 

30. 

3 

W.  Chelmsford  G.P.Weil 

0 

1 

6.2 

15 

63 

•Oil 

.05 

2.2 

L.5. 

3 

Warren  Ave  G.P.  Wells 

1 

15 

6.1 

18 

56 

M 

.11 

1.3 

27. 

3 

Mill  Road  G.P.Wells 

1 

3 

6.1 

ie 

5U 

.00 

.09 

2.1 

28. 

3 

2  G.P.  Wells-Sahier  St.  P.S. 

2 

5 

6.5 

33 

66 

.15 

.01 

1.3 

hh  , 

3 

( 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground  Water  Sources  for  Year  19  6 9 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

B 

A 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

sj 

■a 
c 

< 

Nitrate  N 

Chlorides 

00 

« 

1 

1 

• 

o 

OUJ.raJ.Il   '  'Cr'Uai.JL     j\j  • 

riAPr*  Tubular*  WeT  1  at  CtI  rvoI  d vi  1*1  p 
Tap  in  P.S. 

0 

0 

6.9 

66 

8b 

.00 

.03 

0.9 

12. 

3 

Deep  Tubular  at  Lyonsville 

0 

0 

7.1-! 

78 

6U 

.00 

.03 

0.0 

P  •> 

3 

Coir air  Orisvold- 
ville  Water  list. 

Gravel-Develrned  Well, Tap  in  P.S. 

0 

3 

6.6 

29 

39 

.00 

.01 

0.0 

1.3 

3 

Concord  Water  Dist. 

TaD  in  District 

0 

3 

8.3 

21 

23 

.05 

.02 

0.2 

5.5 

2 

Concord  Water  Works 

Gravel  Packed  Well,  Tap  in  P.S. 

0 

3 

8.5 

ia 

22 

.13 

.02 

0.2 

11. 

1 

Concord 

G. P. Well,  Tap  in  P.S.  Jennie 
Dupan  Well 

0 

3 

6.7 

18 

22 

.06 

.02 

0.1 

3.5 

1 

Gravel  Packed  Well  #1 

0 

10 

6.° 

^  e  ✓ 

85 

133 

.00 

.16 

1.1 

39. 

Gravel  Packed  Well  #2 

1 

23 

7.6 

78 

100 

.51 

.77 

0.2 

32. 

3 

T  artrcouth 

G.P.Weil  #1-Tap  in  P.S. 

0 

2 

6.1* 

lit 

33 

.00 

.36 

0.6 

12. 

3 

G. P. Well  #2,  Tap  in  P.S. 

1 

2 

6.U 

9 

35 

.01 

.01 

0.3 

13. 

3 

c 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground  Water  Sources  for 


Year  19  69 


City  or  Town 

Source 

Turbidity 

Color 

s 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Dartmouth 

Gravel  Packed  Well  #3 

1 

IF 

6.1 

9 

25 

.03 

.02 

1.0 

7.5 

3 

Dedham 

Pug  G.P.  &  Tubular  Wells,  Tap  in 

Fridge  St.  P.S. 

i 

6.3 

rt 

.3-1- . 

J5 

G.P.Weil,  Rt.  12P,  Whitelodge 

#1,  #2,  #3. 

0 

3 

6.3 

30 

69 

.00 

.03 

0.9 

27. 

3 

O.P.Weil,  at  Dover  Rd.  P.S. 

1 

h 

6.U 

28 

61 

.16 

.2b 

1.3 

U6. 

2 

Deerf ield-Vrat  er  I'ist. 

No.  Springs  from  Col.  Well 

0 

0 

6.7 

2P 

35 

.01 

.00 

.02 

0.0 

6.8 

3 

Harriss  Snring  or  G.P, Well 

0 

0 

6,7 

IP 

37 

.01 

.00 

.01 

2.6 

F.O 

3 

Tat)  at  Peer  field  Academy 

0 

2 

6.7 

27 

U3 

.oh 

.00 

.00 

l.P 

P. 7 

3 

Dennis-Water  Tist . 

Tan  in  P.S.  G.P.Wells,  Bass  River  Rd, 

Tan  in  P.S.  G.  P.  W.  #1 

rifhton- Bristol 

Gravel  Packed  Well,  Tap  in  P.S. 

0 

5 

6.3 

28 

119 

„00 

.01 

0.3 

6.8 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground  Water  Sources  for  Year  19  6 9 


p 

City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Dighton-Water  Dist. 

Tubular  Wells,  Tap  in  P.S. 

n 

J 

6.1 

p 

j  j. 

O  7 

l  P 

"5 
J 

Douglas 

Tubular  Wells,  Tap  in  P.S. 

0 

2 

6.3 

2L 

hi 

.00 

.01 

1.5 

16. 

3 

Lover  Water  Works, 
Inc. 

Picaroy  Ro,  Deep  well,  ran  in  P.b. 

0 

0 

6.3 

13 

2P 

.01 

.01 

0.5 

27. 

3 

Dover -Water  Co. 

Tubular  Well,  Tap  on  System 

0 

3 

6.9 

51 

57 

.10 

.02 

0.9 

33. 

3 

Dover-Town  Supply 

Town  Wells,  Town  Hall,  Church  St. 

2 

h 

6.L' 

27 

232 

.17 

.02 

2.5 

20^. 

It 

|  Dracut 

0. P. Wells. 0  Tyngsboro 

0 

2 

6.5 

20 

36 

.00 

15. 

0.9 

23. 

3 

New  Boston  G.P.Well 

2 

3 

6.5 

17 

16 

.00 

.01 

1.2 

11. 

3 

Dudley 

Tubular  Wells-Tap  in  P.S. 

0 

3 

6.5 

16 

27 

.00 

.07 

0.5 

7.6 

3 

Gravel  Packed  Well  #3, Tap  in  P.S. 

0 

0 

6.1 

Hi 

U3 

.00 

.01 

1.6 

27. 

3 

Dunst  able 

Dug  Well,  Tap  in  P.S. 

2 

7.5 

6.5 

27 

50. 

.19 
►•»•«»,, 

1.12 

0.7 

20. 

2 

I 


Analysis  of  the  Water  of  Mfatto  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  69 


City  or  Town 


Source 


2 


o 
o 
o 


Milligrams  per  Liter 


3 


to 


9 
00 
4) 


I 
t-, 


00 

o 

u 


Dunstable 
Duxbury 


East  Bridpewater 
E,  Chelmsford 

East  ham 

Easthampton 


Tubular  Well 

Tubular  Wells,  Tap  in  P.S. 
G.P.Weil  -Partridge  Rd. 
New  G.  P.  Well,  Depot  Street 
New  G. P. Well,  Lake  Shore  Drive 
Pond  St.  Gravel  ^acked  Well  #1 
E  Chelmsford  W.Dist.  G.P.V.'ell 

Camp  Ground  Water  Supply 

Tubular  Wells,  Tap  in  P.S. 

G. Developed  Well,  Hendricks  St. 

Tap  in  P.S.  . 

New  Gravel  Packed  Well  #2 


2.5 
7.5 

0 
3 
5 
22 


6.5 

6.6 
6.1 
6.1 
6.1 
6.1 
6.6 

6.1 

7.e 

7.8 
P.O 


18 

7 

8 

7 
6 

11 

k6 

16 
U9 

50 
38 


hh 

19 
29 
hi 
21 
31 
97 

12 
69 

71 

hk 


.06 

.01 
.39 
.01 
.01 
.26 

.ia 

.07 
.00 
.25 

.00 


.hh 

.02 
.06 
.10 

.05 
.15 
.31 

•Uo 

.02 

.02 
.01 


0.P 

0.5 
l.i 

0.7 
1.1* 
0.6 
0.1 

l.ll 

0.7 

0.5 
1.1 


29. 

17. 
2h. 
39. 
16. 
12. 
b3. 

3?. 

8.5 

6.3 
h.3 


I 


Analysis  of  the  Water  of  Ptibttc  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Manganese 

z 

09 
OJ 

§• 

Turbidity 

Color 

S 

ft 

Alkalinity 

Hardness 

Iron 

Ammonia 

Nitrate  N 

Chlorides 

No.  of  San 

Zaston 

G.P.  Well,  Tap  in  P.S.  Well,  Haskels  Pit 

0 

3 

5.6 

9 

25 

.03 

.01 

1.6 

17. 

3 

- 

G.P.  i»'ell  #  3  Red  Hill  Rd,  Tap  in  P.S. 

o 

2 

6.1 

25 

25 

.00 

.01 

O.li 

11. 

3 

Ames  Gravel  Called  Well,  Tap  in  P,S, 

0 

2 

5.9 

19 

3? 

.00 

.02 

3.3 

37. 

3 

Fdrart^m 

- 

Pup  8-  Tubular  Wells,  Tap  in  P.S, 

Shurtleff  Station,  New  Gravel  backed 
Well  Gasoline  cower 

- 
- 

Fairhaven 

Tubular  Wells  near  Nasketucket  River 
Tan  in  P.S.  Mills  Rd. 

0 

13 

5.8 

P 

1x9 

.09 

.01 

2.2 

17. 

3 

Tubualr  VJell  near  Kati  anoisett  River 
Tan  in  P.S. 

2 

13 

5.p 

111 

30 

1.9 

.26 

1.1 

Hi. 

3 

Foxborough 

P.°.  #1  -  G.  P.  Well  #1 

0 

2 

6.0 

1U 

37 

.03 

.23 

l.f 

19. 

3 

P.S.  #1  -  G.  P.  Well  #2 

0 

e 

6.2 

23 

3U 

.16 

.33 

1.6 

16. 

3 

P.S.  No.  1  -  G.P.  Well  #3 

2 

10 

6.1 

28 

hh 

.25 

1.6 

12. 

I 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  6  9 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

S 

O, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

voxborouph 

P.S.  Nr.  2  -  G.  P.  n 

0 

3 

5.e 

7 

2c 

•  0U 

.01 

O.li 

19. 

3 

P.S.  No.  2  -  G.  P.  Well  #3 

0 

1 

U 

5.9 

11 

26 

.03 

.05 

0.3 

1^. 

3 

P.S.  *3  .  G.  P.  Well  n 

u 

i 

6.1 

J-5 

1  li 

1  7 

3 

P.S.  #  3  -  G.  P.  Well  n 

0 

2 

6.1 

12 

27 

.02 

.01 

O.l.i 

l)l. 

3 

Fr  arrinphanijMass . 
Civil  Defence  Ag. 

Gravel  Packed  Well,  Tan  in  P.S. 

1 

2 

6.h 

27 

97 

.02 

.02 

2.0 

P6. 

3 

^raFinpham  Water 
Dept. 

Tap  at  Gravel  Packed  Well  #1 
Tan  at  Gravel  Packed  Well  $2 

1 

3 

6.6 

55 

97 

.OP 

.UP 

0.1 

25. 

2 

Tap  at  Gravel  Packed  Well  ^3 

0 

0 

6.6 

hP 

79 

.01 

.oh 

0.3 

31. 

2 

Franklin 

New  G.  P.  Well  near  Norfolk  Eoundary 

0 

2 

6.0 

9 

27 

.0). 

.03 

0.7 

13. 

3 

Combined  Gravel  P.  Wells  &  Dug  Well 

1 

3 

6.2 

19 

31 

.17 

.15 

0.3 

11. 

3 

Grove  Street  Well ,  Tap  inP^S. 

0 

2 

6.1 

■■■■■■1 

.no 

w  ..... 

1  -A 

i 


» 


Analysis  of  the  Water  of  Pttbifc:  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  69 


1 

City  or  Town  Source 

Milligrams  per  Liter 

• 

Turbidity 

Color 

X 

o. 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

'Freetown                    ,,rells,  Tap  in  ^.S, 

2 

13 

7.2 

86 

IIP 

.LI 

.50 

0.1 

20. 

2 

Gardner  St.  Iosp,       Tvhular  Wells,  Tan  in  C.S. 

o 

2 

6.2 

b 

26 

•Oil 

.09 

0.1 

7.7 

3 

"ecrpetpwn                 Tubular  Viells,  Raw  Water 

2 

5 

6.3 

17 

bit 

.38 

.02 

0.L 

11. 

1 

Tap  in  U.S.  :firh  L-'  ft  ^urnrs 

c 

6.6 

pi, 

?<- 

1  0 

on 

• 

O  li 

1  "3 
-l  j  • 

n 

J 

V«tcalf  Packed  WeDl 

2 

2 

6.3 

16 

27 

.19 

.03 

0.2 

7.7 

3 

'ev  Gravel  P  aoVed  Well 

0 

3 

6.6 

37 

76 

.03 

.07 

0.3 

13. 

3 

l|       Gill-  !'t.  Hermon  School  Tubular  V/ ells-Tap  rount  Hernon 

1 

10 

6.2 

9 

20 

.19 

.01 

■    •  . 

7.7 

3 

Gill  -  Riverside 
Water  Co.                  Tap,  Sprinp 

1 

0 

6.9 

22 

52 

.09 

.01 

2.2 

11. 

3 

Gosnold                      \Tew  Well 

1 

0 

6.3 

13 

21 

.08 

.01 

26. 

3 

Well  After  Treatment 

1 

0 

8.8 

63 

18 

.11 

.01 

0.5 

27. 

3 

Graft on-W at er  Wks.     Pup  hells-Tan  in  P.S. 

0 

2 

6.3 

31 

75 

.00 

.01  \ 

M9ks3M 

^8^ 

I 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

EC 
0. 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Grafton 

0.  n.  Well  #3  a+  Mo.  Grafton 

2 

15 

6.3 

26 

63 

.66 

.)-!9 

0.6 

36. 

3 

So.  Craft  on 

G.  p.  Well  #1,  Tan  in  TJ.S. 

0 

0 

5.? 

5 

36 

.01 

.01 

2.n 

2)1. 

3 

Grariby 

Peep  Tubular  Well,  Tap  in  °.S. 

0 

0 

7.2 

69 

105 

.01 

.02 

l.L 

6.0 

3 

Granville 

Collecting  Well  &  Snrinps  from  Tan 

0 

1 

6.3 

e 

15 

.06 

.oh 

0.0 

1.3 

3 

Peep  Tab.  Well  -  Tan  in  P.S. 

p 

10 

7.5 

36 

U6 

.50 

.00 

0.0 

3.5 

1 

Greenfield  Filter 
Plant 

Mill  Rrook  G.  P.  Well  /a-Tap  in  P.S. 

0 

5 

6.1 

i)i 

50 

.06 

.03 

0.? 

16. 

3 

1 

Mill  Hr^ok  j.r.weil    j-iap  m  r.o. 

1 

3 

OO 

12 

2P 

.03 

.01 

0.7 

11. 

2 

urot/On-wat-er  oo/ 

0 

37 

6.2 

2L 

<9 

.03 

.27 

0.? 

ip. 

3 

Pug  Well,  Tap  in  P.S. 

1 

17 

6.I1 

30 

1,8 

.56 

.31 

o.o 

13. 

3 

Storage  Tank  at  the  Grot on  School, 

on  Pump 

20 

133 

6.3 

23 

67 

3.0 

.lh 

O.ll 

20. 

3 

Groton-Water 
Commissioners 

Tubular  Wells,  Tap  in  P.S. 

5 

P 

6.3 

23 

ho 

■aaai 
«atta 

.95 

1.6 

11. 

♦ 


I 


Analysis  cf  the  Water  of  P^jfelic  Water  Supplies 
Averages  of  Chemical  Analyses  of Ground     Water  Sources  for  Year  19^9 


1 

City  or  Town 

Source 

Turbidity 

Color 

X 
o. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Groveland 

Gravel  Packed  Well  #1 

1 

3 

6.0 

U2 

66 

.15 

.03 

o.U 

11. 

3 

Halifax 

G.  P.  Well  #1 

2 

15 

7.0 

26 

29 

0.8 

.U7 

0.0 

11. 

2 

nar!iix.on 

u.r.  w  ruDuiar  «eiL8  —  lap  in  P.s. 

X 

X 

6.1 

on 

ct 

•03 

•  01 

n  D 
0.C 

U.O 

3 

ocnooj.  ox.  wex-L  «■  lap  in  r.b. 

0 

3 

6.2 

3h 

89 

.02 

.ou 

5.5 

22. 

3 

Patton  G.  P.  Well,  Tap  in  P.S. 

1 

ll 

6.5 

Uo 

77 

.12 

•  22 

0.1 

20. 

3 

f 

Pleasant  rono—  uaisson  «ejJL 

1 

3 

7  n 

91 

iia 

.12 

.06 

o.U 

15. 

3 

Hanover 

CWaHed  Well,  #1  Hanover  St.  Tap  in  P.S< 

0 

2 

5.9 

13 

66 

.01 

•01 

1.6 

U2. 

3 

Gravel  Wall  Well  on  Hanover  St.  #  2 

0 

22 

5.8 

12 

65 

.oU 

.02 

0.6 

20. 

3 

Tindale  G.P.  Well  #1 

6 

9 

6.1 

22 

Mi 

29 

.11 

0.2 

18. 

3 

Tindale  G.  P.  Well  #2 

2 

12 

5.9 

1U 

70 

1.1 

.77 

0.5 

35. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 

a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Hanover 

P"  Test  Well,  Pond  St.  Tap  on  Pump 

1 

95 

5.9 

16 

56 

.96 

1.1 

0.7 

UP. 

3 

First  House  on  System  Below  Hanover  St. 

0 

2h 

5.9 

16 

123 

.Oli 

.01 

1.3 

2*4. 

3 

KardwicV'- 

fiilvertville 

Water  Cist . 

G.  P.  Well  -  New  Braintree 

0 

2 

6.9 

13 

19 

.05 

.00 

0.0 

2.2 

3 

Hardwick-Water 

T'sers  Assoc. 

Tubular  Well,  from  Tap 

0 

2 

7.P 

5h 

110 

.02 

.01 

2.6 

2b. 

3 

• 

Hardvick-Whell- 

wrirht  -ater  Cist. 

^an  in  P.S.  Tubular  Wells 

0 

0 

6.2 

11 

25 

.01 

.01 

0.2 

3.0 

2 

Harwich 

Gravel       W.  Tat)  in  old  P.S. 

0 

2 

6.3 

7 

19 

.05 

.01 

0.2 

16. 

3 

New  Gravel  P.Weil,  Tap  in  P.S.  #1 

0 

0 

6.5 

10 

21 

.01 

22 

0.0 

15. 

3 

Hew  G.  P.  Well  -  Tan  in  P.S. 

0 

0 

6.2 

7 

19 

.01 

.01 

0.3 

lb. 

New  G. P. Well-Tap  in  P.S.  #3 

0 

0 

IH 

6.0 

1  1  1 

5 

19 

.03 

.01 

0.1 

17. 

Analysis  of  the  Water  -of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  "Water 


Supplies 

Sources  for  Year  19  69 


• 

City  or  1  own 

Source 

Turbidity 

Color  | 

EC 
Ot 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

aj 
c 

< 

Nitrate  N 

Chlorides 

Harvard 

Tubular  Wells,  Tap  in  Dist. 

0 

3 

6.2 

Hi 

Uo 

.01 

.01 

1.9 

16. 

j 

New  Drilled  Well 

1 

2 

6.8 

53 

78 

.00 

.02 

0.9 

3U. 

3 

Hingham 

Free  St.  Well  #2  -Tap  in  P.S. 

0 

10 

6.6 

63 

I5ii 

.07 

2.U 

0.0 

21. 

1 

Underground  Collecting  System 

1 

5 

6.6 

27 

.26 

.08 

0.3 

26. 

1 

Free  St.  Well  #1,  Tap  in  P.S. 

0 

0 

6.U 

57 

llU 

.01 

.02 

0.8 

21. 

1 

Gravel  P.Weil  off  Scotland  St. 

0 

0 

6.3 

26 

68 

.01 

.02 

1.3 

15. 

1 

^  Holden 

Well,  Spring  St.  Gravel  Packed 

1 

0 

6.6 

10 

20 

.01 

.01 

0.2 

7.5 

2 

Gravel  P.  Wells,  Tap  in  P.S. 

0 

0 

6.5 

9 

20 

.00 

.01 

0.5 

Hi. 

2 

Holliston 

G.  P.  Well  #L,  Tap  in  P.S. 

0 

5 

6.5 

26 

iiO 

.16 

.35 

0.5 

12. 

2 

G.P.Well  #2-Tap  in  P.S. 

3 

8 

6.2 

17 
^^^1 

51 

.56 

.00 

1.1 

39. 

2 

{ 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Hollis+on 

Gravel  P.Weil  //3-Tar  in  P.S. 

7 

10 

6.3 

31 

16 

.50 

.03 

0.0 

11. 

2 

Gravel  P.Weil  #U-  Tap  in  P.S. 

1 

5 

6.1 

18 

hh 

•  Oil 

.Oil 

0.0 

11. 

2 

Holyoke 

Graund-Driven  VJells  at  Wolchan  Site 

off  Rte  202 

0 

0 

6.7 

32 

35 

.03 

.00 

0.0 

2.7 

3 

•'cnrtd  ale 

Tubular  Wells.  TaD  in  P.S. 

0 

8 

7.2 

77 

39 

.23 

.07 

1.1 

12. 

3 

PiT^aVPl    P     Vj  p!  1    npnr*  Vi*f  "1  1  vor» 

Ul  aVCl    j.   •     w  CJ.  J-    1 1C  <_LL     .  LL11    iti  v  CI 

0 

15 

A  P 
O  •  c 

59 

2U 

•8U 

.70 

0.1 

18. 

3 

"opkinton 

G.  P.  ''Jell  #2-Fruit  St.  Station 

2 

0 

6.U 

18 

50 

.07 

.00 

1.1 

26. 

2 

Hudson 

Tubular  Wells-Tap  in  P.S, 

Rinkus  Rd.  Gravel  P.  Well,  Tap  in  P.S. 

3 

10 

6.2 

32 

82 

2.1 

.68 

1.5 

35. 

1 

Crystal  Spring 

0 

0 

6.0 

10 

29 

.01 

.00 

O.h 

17. 

3 

Kane  "ell 

5 

2 

6.1 

lit 

39 

.11 

.01 

3.0 

17. 

3 

Ipswich 

Tap  in  Mile  Lane  P.S.-G.P.  Well 

6 

25 

mMaim 

7.9 

85 

103 

.90 

.61 

0.2 

27. 

2 

I 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  W  69 


City  or  Town 

Source 

Turbidity 

Color 

a 

a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Pi*rnm  fl     P    Wp"M     P+     H  Tnn  ^  P 
ro«n  u  .   r  t     en  ,  u,t<  •   j_h.—  i  uTj  in  ~  «  j  « 

li 

29 

7.6 

91 

117 

.77 

.33 

0.1 

29. 

3 

T?it>  in  Town 

2 

10 

7.1i 

P3 

lih 

.30 

.hi 

0.2 

22. 

3 

-' n+hroo  0.  13  -  Wells.  T?m  at  Pumoinc  Sta 

1 

P 

7.1 

6h 

90 

.Gli 

.01 

0.1 

22. 

2 

WinthrOTi  0.  Developed  Well,  Tap  at  P.S. 

3 

2G 

7.0 

f>7 

79 

.67 

.31 

0.2 

23. 

3 

p  j  nfTST  or 

Gravel  P.  '''ell  #l-Soule  Pond-Tap  in  P.S, 

o 

2 

6.5 

Hi 

19 

.02 

.11 

.00 

0.2 

17. 

3 

Orausl  P.^'ell  #2,  Tan  in  P.  S.  So.  St. 

0 

0 

6.5 

lh 

17 

.00 

.0!i 

.00 

0.2 

16. 

3 

Gravel  P.  Well,  Winthroo  St. 

G 

2 

6.).i 

9 

21 

.01 

.Oh 

.00 

O.'a 

31. 

3 

Lakevil]  e-HoTit  al 

Tip  in  Adrdn.-Bldfr.  Unf iltered  Water 

0 

5 

6.P 

I46 

67 

.30 

.01 

1.0 

5. 5 

3 

Gravel  Packed  "-/ell 

1 

2 

6.1 

Hi 

37 

.Hi 

.00 

1.0 

7.5 

Lancaster 

Gravel  ^acked  Well,  Tap  in  P.S. 

G 

0 

6.6 

23 

33 

.00 

.00 

0.7 

5.7 

*> 

.■) 

Lancaster-Tan  in 

r\ 

fttSBBi 

Snttl 

00 

I 


Analraie  of  the  Water  of  MfaUc  Water  Supplies 
Avenges  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  69 


City  or  Town 


Source 


o 
o 
u 


X 


Milligrams  per  Liter 


5 


CD 

a 


B 


c 

2 


B 
as 

I 


d 

I 
S 
< 


2 

as 


■8 

o 

u 


CO 

«5 


o 
Z 


Lancaster 


Lanesborouph 


Leice^t^r-Wat  er 
^UDnly  Diet, 


Ind  School  for  Girls-Lancaster  Supply 


G.P.  Wells-Tap  in  P.S.  #2 


Well  #1-Tsp  in  P.S. 


Leicester  Water  Supply 

Pist.  Well  #2-Tap  in  P.S. 


Leicester 


Jin  Dandy  Well 
Well  #3,  Tat)  in  P.S. 


Leicester-Hillcrest 

'•:vter  Pist.  Deep  Well  -  Tap  in  P.S. 


Lincoln 
Littleton 


Tower  Rd.  Gravel  P. Well-Tap  in  P.S. 


Tubular  W*»H «?     Tan  In  P  9 


6.7 


26 


7.1]  179 


6.5 

7.0 
6.6 
7.5 

7.5 
6. h 


22 

55 
13 

65 

85 
23 


30 
201 

60 

7h 
30 
62 

119 

6U 


.07 
.00 

.02 

.00 
.01 
.00 

.00 
.13 


.01 
.01 

.00 

.02 
.00 
.00 

.01 
.02 


0.7 
0.8 


h.Q 
P-9. 


3.0  16. 


0.9 
1.7 
0.5 

0.0 

0.5 


P-3. 
U. 

1U. 

IB. 
26. 


Analysis  of  the  Water  of  PWtalic  Water  Supplies 
Averages  of  Chemical  Analyses  of  round     Water  Sources  for  Year  19  69 


p 

City  or  Town 

Source 

— ' 

Milligrams  per  Liter 

Turbidity 

Color 

33 
A 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Ind  School  for  Girls -Lancaster  Sunnly 

1 

0 

6.7 

26 

30 

.07 

.01 

0.7 

h.O 

2 

Lanes borough 

G.P.  Wells-Tap  in  P.S.  #2 

0 

2 

7.b 

179 

201 

.00 

.01 

0.6 

19. 

3 

LtJ/vC  -  I  1  X  *■  •  - «. '  CX 

^UDnly  List. 

Well  #1-Tap  in  P.S. 

0 

0 

6.5 

22 

60 

.02 

.00 

3.0 

16. 

1 

Leicester  Water  Supply 

Well  #2-Tar>  in  P.S. 

0 

0 

7.0 

1  e^ 

55 

7U 

.00 

.02 

0.9 

13. 

1 

1 

Leicester 

Jim  Dandy  Well 

0 

0 

6.6 

13 

30 

.01 

.00 

1.7 

11. 

2 

Well  #3,  Tat)  in  P.S. 

0 

0 

7.5 

65 

62 

.00 

.00 

0.5 

lh. 

2 

Leicester-Hillcrest 
Water  rist. 

Deep  Well  -  Tap  in  P.S. 

0 

0 

7.5 

85 

119 

.00 

.01 

0.0 

18. 

2 

Lincoln 

Tower  Rd.  Gravel  P .Well-Tap  in  P.S. 

2 

h 

6.h 

23 

6U 

.13 

.02 

0.5 

26. 

h 

Littleton 

1 1 1 

Ci 

■■■■JL 

( 


Analyst*  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  69 


ony  or  i  uwn 

source 

Turbidity 

Color 

s 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Lowell- ''at er  Dept. 

Elack  Brook  G.P.  Wells-Tap  on  Main 

1 

10 

6.5 

Hi 

95 

.11 

.35 

1.6 

1U6 

2 

Lower  Black  Brook  G. Packed  rtell 

1 

e 

6.7 

15 

95 

.07 

.31 

1.6 

139 

2 

Lowell  Oen.  Hosp. 

Deer  Tubular  Well,  Tap  in  Hosnital 

0 

0 

7.3 

60 

10U 

.02 

.01 

2.3 

23. 

2 

Lunenburp 

G.P.  Well  #1 

0 

3 

6.2 

18 

57 

.00 

.01 

0.9 

30. 

3 

G.P.Weil  #2 

0 

3 

6.5 

19 

37 

.01 

.01 

0.2 

12. 

3 

Tap  in  Town  Hall 

0 

3 

6.3 

17 

UU 

.02 

.01 

0.3 

ie 

3 

1 

G.P.Weil  off  Lancaster  Ave,  Tap  in 

P.S 

,  I 

6 

6.0 

23 

U8 

.05 

.02 

0.1 

20. 

3 

Lynnfield 

Tap  in  D.S.  Phillips  Rd. 

0 

13 

6.7 

96 

110 

.01 

.01 

3.8 

31. 

2 

Gravel  P.  Well  #1,  Tap  in  *>.S. 

0 

0 

6.6 

2U 

62 

.00 

.01 

1.9 

3U. 

2 

Manchester 

New  G.P.  Well  #1  near  Main  St. 

0 

3 

6.5 

22 

ee 

.01 

.05 

0.7 

Ul 

3 

I 


Analyst*  of  the  Water  of  MbUc  Watar  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  69 


> 

uiiy  or  1  own 

Source 

Turbidity 

Color 

as 

a, 

Millhrra 

ms  per  Liter 

s 

i 

• 

0 
z 

Alkalinity 

Hardness 

Iron 

Manganese 

2 
tt 

< 

Nitrate  N 

Chlorides 

Mansfield 

G.P.  Well  #1  near  Main  P.S.  Tap  in  P. 3 

0 

0 

6.5 

7 

23 

.02 

.01 

0.2 

10. 

2 

G.P.Weil  #2,    West  Mansfield 

0 

3 

6.U 

13 

32 

.02 

.16 

o.U 

22. 

2 

G.P.  Well  #3,  West  Mansfield 

0 

3 

6.6 

12 

33 

.01 

.01 

1.1 

15. 

2 

Mari  on 

Old  Tubular  Wells-Tap  in  P.S.  #1 

1 

0 

6.1 

n 

67 

•  VJJ- 

P  P 

3 

G.P.  Well  #1,  Tan  in  Rochester 

1 

8 

5.9 

11 

3B 

13 

.09 

o.U 

16. 

3 

G.  P.  Well  #2,  Tap  in  P.S. 

1 

12 

S.9 

6 

19 

.11 

.02 

o.U 

15. 

3 

Tubular  Wells  off  Mary's  Pond  Road 

1 

5 

6J4 

15 

33 

.17 

.01 

0.1 

9.8 

3 

1       Marsh field 

Tubular  Wells,  Tap  in  P.S. 

1 

h 

6.5 

9 

21 

.07 

.oU 

0.3 

29. 

3 

Upper  G.P.  well  at  Furnace  Prook 

1 

0 

6.U 

8 

33 

.07 

.06 

o.U 

U2. 

3 

Lower  G.P.Weil  at  Furnace  Brook 

1 

3 

6.5 

16 

36 

.01 

.0U 

0.7 

31. 

2 

G.P. Well,  Main  &  Ferry  Sts,  Tap  in  P.S 

1 

0 

6.3 

9 

23 

.01* 

.03 

0.3 

27. 

3 

G.P.  Well  near  Wheeler  Pit 

0 

0 

6.3 

11 

IP 

.03 

.03 

0.9 

1U. 

3 

( 


Analyst*  of  the  Water  of  MUc  W; 
<rf  Oteo&toal  Analyses  of  Ground 


Year  19  69 


City  or  Town 

Souroe 

Milligram  per  Liter 

Turbidity 

Color 

as 

a 

Alkalinity 

• 

§ 

I 

Iron 

Manganese 

2 
m 

< 

Nitrate  N 

Chlorides 

No.  of  Samples 

Kashpee 

G.P.W.  at  Seabury  Development,  Tap 
in  P.S. 

0 

2 

6.2 

7 

11* 

.00 

.00 

0.1 

m. 

3 

.'  assaroisett 

Mew  G.P.Weil,  Tap  in  P.S.  #3 

0 

3 

6.3 

8 

21 

.01 

.00 

0.2 

9.3 

3 

Tubular  Veils,  Tap  in  P.S.  #2 

2 

7 

6.U 

IF 

2U 

.09 

.01 

0.2 

11. 

3 

I'edway 

Gravel  Packed  Well,  Tap  in  P.S. 

0 

0 

6.6 

2U 

16 

.01 

.00 

0.8 

17. 

3 

G.  p.  Well,  Tap  in  Oakdale  P.S. 

1 

8 

6.1 

13 

29 

.21 

.07 

1.3 

11. 

3 

Merrinac 

Tubular  Wells,  Tap  in  P.S. 

h 

25 

6.3 

19 

U3 

.79 

.53 

0.2 

15. 

l 

3 

Kiddl eborcuf h 

Dug  Well  -  Raw  Water 

7 

20 

6.5 

21 

U6 

.Uo 

.17 

1.1 

70. 

3 

Final  Effluent  of  Sand  Filters 

1 

3 

6.8 

21 

Id 

.Oh 

.00 

1.2 

39. 

3 

Outlet  of  Coke  Filter 

2 

7 

6.9 

21 

U6 

.15 

.08 

1.2 

12. 

3 

.   Rock  Village  Sta.  G.P.Weil  #1 

0 

0 

6.7 

12 

26 

.00 

.00 

0.7 

26. 

tares*  tar  tar  »  69 


City  or  Town  Source 

Turbidity 

Color 

SB 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

CD 

se 

mm 

Iron 

Manganese 

«d 

Nitrate  N 

Chlorides 

!i  661  fiborouph 

O.P.  Well,  E.  Main  St,  Tap  in  P.S. 

a 

5 

6.2 

16 

35 

.10 

.09 

1.1 

12. 

3 

lilfnrd 

Dilla  Street,  Well 

i 

12 

o.3 

31 

31 

2,1 

.-51 

0.1 

11. 

3 

illbury 

Dug  Wells,  Tap  in  P.S. 

0 

2 

6.0 

13 

30 

.03 

.09 

0.6 

28. 

3 

Dority  Pond.  G.P.W.  Tap  in  P.S. 

0 

0 

6.0 

Hi 

8U 

.00 

.31 

1.6 

110. 

Gravel  Packed  Well,  Oak  Pond 

0 

0 

6.1 

16 

83 

.00 

.29 

1.6 

L07. 

3 

Jackques  Curve  Well  #1 

0 

0 

2k 

80 

.03 

.Hi 

l.£ 

62. 

1 

Jacquee  Curve  Well  #2 

0 

5 

6.7 

27 

60 

.00 

.2U 

1.3 

67. 

2 

'ill  is 

Gravel  Packed  Well  ffl 

1 

8 

7.0 

33 

73 

.03 

.02 

2.3 

28. 

2 

Gravel  Packed  Well  #2 

1 

23 

6.5 

33 

81 

.01 

.06 

1.6 

3U. 

2 

onson-Water  Dept. 

Gravel  Packed  Well,  Tap 

0 

2 

6.5 

17 

35 

.00 

.01 

0.9 

15. 

3 

'Gravel  P.  Well  off  Palmer  Rd. 

0 

2 

6.3 

20 

33 

.00 

.01 

0.7 

15. 

3 

YearW  6? 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 
a 

Alkalinity 

• 

1 

Iron 

m 

2 
I 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Konson  State  Hosp. 

Tubular  Wells -Before  Treatment 

u 

o 

C 

6.3 

a 

32 

no 

.00 

n  1. 

JO* 

5 

t 

Tubular  Wells -After  Treatment 

0 

0 

6.3 

22 

57 

.01 

.01 

0.5 

10. 

3 

Kontapue  Foard  of 
Health 

Gravel  P.  Well  off  Central  St. 

0 

3 

6.9 

52 

6U 

.05 

.2U 

0.0 

U.8 

2 

Nont ague 

Springs  Tan 

o  ; 

2 

6.6 

20 

39 

.05 

.00 

0.3 

8.3 

3 

Natick 

Dug  Well,  Tap  in  P.S. 

o 

8 

6.8 

5U 

82 

.00 

.149 

o.5 

37. 

3 

i 

G.P.Wells  at  Worcester  St. 

3 

5 

7.0 

55 

Of 

.23 

•  21 

0.8 

57. 

3 

fr     Wal  "1  pH  WpII    a+   Mrvreipq  PonH 

Bacon  St. 

0 

2 

6.U 

27 

103 

.00 

.11 

1.5 

105. 

3 

Well  #1,  Pine  Oak  Station 

0 

2 

6.5 

50 

100 

.00 

.08 

0.9 

UO. 

3 

y 

Well  #2,  Pine  Oak  Station 

0 

5 

6.7 

59 

167 

.09 

.13 

0.1 

U6. 

2 

Nantucke-Wannacoinmet 
Water.  Go.  

Wyers  Vallev  Wells.  Tan  in  P.S. 

0 

3 

6.8 

lh 

23 

.01 

.00 

22, 

2 

Analysis  <rf  the  Water  <rf  MtaUo  Wafer  Studies 
AnofN  <rf  Oteeatoal  Analyses  <rf  Ground  Water  Soorcee  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

as 

Alkalinity 

Hardness 

Iron 

Manganese 

35 

"3 
< 

Nitrate  N 

Chlorides 

No.  of  Samples 

Nantucket  Siasconset 

Dug  Wells,  Tap  in  P.S. 

0 

$ 

6.U 

21 

32 

.10 

.00 

0.9 

19. 

3 

*Jew  Gravel  Packed  Well 

0 

0 

6.U 

25 

37 

.oh 

.01 

0.9 

19. 

3 

Needban 

Dug  Wells,  Tap  in  P.S.  Dednam  Ave. 

0 

2 

O.JL 

15 

7h 

.03 

.00 

3.2 

h6. 

3 

G.P.Well  #1,  Charles  Fiver  St. Tap 
in  P.S. 

0 

3 

A  Q 

6U 

83 

.01 

.00 

0.5 

2U. 

2 

G.  P.  Well  #?,  Tap  in  P.S. 

0 

0 

6.6 

hi 

69 

.01 

.00 

2.3 

29. 

3 

New  Fraintree 

Drilled  Wells  at  Pioner  Valley  Academj 

3 

5 

7.1 

51 

51 

.17  1 

.00 

0.0 

3.3 

2 

1 

Fist. 

Tubular  Wells,  Tap  in  P.S. 

2 

25 

7.1 

11U 

122 

.37 

0.6 

0.0 

17. 

2 

New-bvry,  Pyfield 

Tap  in  Rear  End  of  Dist.  System 

0 

2 

7.1 

66 

99 

.00 

.00 

0.2 

15. 

3 

Mewburyoort 

Old  G.P.W.  fl,  Tap  in  P.S.  Ferry  Rd. 

0 

7 

6.6 

11 

U3 

.02 

.08 

0.0 

3.0 

52. 

3 

New  Gravel  P.  W.  #2-Ferry  Rd. 

0 

3 

7.0 

25 

56 

.00 

.00 

.00 

1.1 

Hi. 

3 

iM  ifi-  - 

Aoalywls  <rf  the  Water  mt  MMbd  Water  flnvpUas 
A— CSfJM  «f  <>— iOti  Anaiy—  <rf  Ground    Waft  Sources  for  Yes x  19 


v^uy  or  i  vwn 

auuroe 

Milligrams  per  Liter 

Turbidity 

Color 

as 

Q. 

Alkalinity 

Hardness 

Iron 

•s 

Nitrate  N 

Chlorides 

No.  of  Samples 

y]ev  Marlborough 
Kill  River  Water  Co. 

Spring-Tap  on  System 

0 

6 

7.6 

1U9 

158 

•Oh 

.00 

0.2 

7.5 

3 

Norfolk  (  Walrcle  ) 
Pondville  St.  Hosp. 

Tap  in  Domestic  P.S. 

0 

3 

6.U 

2h 

65 

.03 

.00 

0.6 

U3. 

3 

Basin  near  P.S.  at  Spillway 

3 

33 

6.9 

2h 

83 

0.5 

.00 

O.U 

71. 

3 

Norfolk  K.C.I. 

New  G. P. well  Before  Treatment 

5 ; 

ie 

7.1 

50 

91 

1.2 

.07 

0.2 

9.2 

3 

Tubular  Wells  and  Dug  Well,  Tap  in  P., 

5  0 

$ 

6.9 

U3 

70 

.oU 

.03 

0.3 

8.0 

3 

After  Treatment 

0 

2 

7.8 

63 

9U 

.00 

.03 

0.2 

11. 

3 

North  Adams 

New  Gravel  Packed  Well 

2 

13 

8.2 

73 

75 

.02 

.00 

0.2 

2.3 

3 

North  Attleborough 

Eug  Wells,  Tap  in  P,S. 

0 

7 

6.7 

36 

U3 

.08 

.08 

0.6 

19. 

3 

No.  Attleborough 

Caisson  Well  #1 

0 

10 

5.8 

Hi 

38 

.31 

.02 

1.1 

38. 

3 

Caisson  Well  #2 

0 

2 

6.9 

13 

ia 

.01 

.00 

u 

22. 

3 

Caisson  Well  #3 

0 

0 

 i 

6.0 

17 

U9 

.05 

.00 

1.0 

17. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Turbidity 

Color 

EE 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

vo.  Attleboro-Prady 

'  ater  Go, 

Gravel  Packed  Well 

0 

0 

6.1 

5 

23 

.01 

.00 

.00 

0.9 

U.3 

2 

ortbarnt  on 

uravei  racKeo  veil  #1 

o 

1 

6.9 

27 

35 

.01 

.00 

1.  °, 

P. 9 

J 

travel  racKed  well  **d 

0 

3 

7.U 

17 

30 

.02 

.00 

1.2 

9.0 

1 

i orthborough 

nricnair  dt,.  uravei  }  ,w.  lap  in  r.o. 

0 

3 

6.5 

2? 

55 

.16 

.OP 

2.6 

11. 

3 

T  ^rvM^H     C+        Matt    r>iiir,-il      P  _  _  1  _  _  J    l.f  _n  "l 

iiyinan  ox.  .;ew  uravei  "acKea  wen 

0 

3 

6.5 

26 

.23 

.16 

0.3 

12. 

3 

T,1orthhr"\d'"'e 

Tubular  Wells  at  Meadow  Pond, 

lap  m  H.o. 

] 

3 

6.5 

22 

27 

.2U 

.17 

0.5 

11. 

3 

Tubular  Wells  at  Cook  Allen  Res. 

Tar  in  P.S. 

0 

2 

6.2 

P 

13 

.02 

.Oh 

0.1 

3.5 

3 

"orth  Heading  . 

Rehabilitation  ntr. 

Tubular  Wells,  Tap  in  P.S. 

6 

13 

6.1 

18 

52 

.29 

.0h 

o.P 

15. 

2 

"o.  Reading  Water  Dent.  Gravel  P.W.  &  Tub.  Well-^kug  R. 

0 

11 

6.2 

111 

35 

.10 

.12 

0.7 

20. 

* 

2 

I 


Analysis  of  the  Water  of  M*ac  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19^° 


f 

City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

"orton 

Gra-vel  P.  Well  #?,  Tap  in  Pine  St. 

2 

23 

6.1 

10 

20 

.32 

.05 

0.1 

5.7 

3 

Plain  Street  Well  #h 

i. 
u 

6.1 

1  7 

n  )i 
vi .  u 

P  7 

0 

J 

G.P.  Well  #3,  T?p  in  P.S.  Newland 

0 

3 

6.0 

7 

16 

,0li 

.01 

0.2 

11. 

3 

Novell 

0.  P.  Well,  Tap  in  P.S.  So.  St. 

1 

5 

6.0 

12 

89 

.11 

.01 

0.2 

loh. 

3 

Gravel  Developed  Well  #2  Grove  St. 

0 

3 

6.2 

15 

30 

.02 

.01 

0.6 

1] . 

3 

vo.  ^eadinp  ,fater  Der>t.  r,. p. Well  #1,  at  Martin's  Pond 

1 

28 

6.3 

25 

56 

1.6 

.U8 

O.h 

36. 

2 

Gravel  P.Weil  #2,  at  Martin's  Pond 

1 

25 

7.3 

32 

52 

l.P 

.U6 

o.h 

U2. 

1 

> 

Gravel  P. Well  at  Furbush  Pond 

8 

15 

6.3 

20 

61 

0.6 

.19 

0.1 

29. 

2 

vort^n 

Gravel  P.  W.  #1,  Tan  in  P.S.  Pine  St. 

0 

5 

6.3 

lk 

2h 

.01 

.11 

0.3 

10. 

3 

Ncrwell 

Hravel  Developed  Well  #3  Grove  St. 

0 

0 

6.6 

15 

22 

.00 

.01 

0.5 

11. 

3 

Oravel  Dev.  Well  #5-0rove  St. 

0 

0 

6.2 

22 

28 

.01 

.01 

0.8 

13. 

3 

Analysis  of  the  Water  of  MMIe  Water  Supplies 
Averages  -of  Chemical  Analyses  oCround     Water  Sources  for  Year  IS  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Q, 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

e 
c 

<• 

Nitrate  N 

Chlorides 

No.  of  Samples 

fJorwell 

Gravel  Del.  Well  ^h-Pidpe  Rd. 

0 

3 

6.0 

ia 

55 

.02 

.02 

3.)' 

33. 

3 

Norwood  V.'ater 
fert. 

Gravel  Packed  Well  #1-  Tap  in  P.S. 

3 

7 

6.9 

37 

133 

.12 

.07 

1.7 

100. 

3 

Gravel  Packed  Well  //2-Tan  in  P.S. 

h 

3 

6. a 

2a 

ia5 

o.a 

.03 

1.7 

120. 

3 

Paw  Water,  Ellis  PI.  Entrance  to  ^liters 

a 

6 

6.5 

32 

90 

1.3 

.16 

0.7 

7a. 

3 

"owood  V  a+er 
Tert. 

Final  Effluent  of  Sand  Filters 

2 

12 

7.0 

IP 

59 

.ho 

.09 

0.5 

31. 

3 

Pucknaster  pond-G.*>.Well 

a 

15 

6. a 

10 

3a 

.12 

.03 

0.2 

ae. 

3 

Tap  on  System 

i 

12 

6.5 

7 

19 

.22 

.01 

0.2 

P.9 

3 

Oranpe 

Crystal  Snrinp 

i 

22 

6.5 

7 

25 

.09 

.00 

o.a 

ia. 

3 

Gravel  P.  Wellat  Magees  Meadov 

0 

3 

5.9 

10 

3a 

.oa 

.02 

o.a 

33. 

3 

Tap  16  W.  Myrtle  St. 

0 

2 

5.8 

11 

36 

.02 

.03 

1.1 

22. 

3 

Orleans 

Gravel  P.  Well  #1,  Tap  in  P.S. 

1 

3 

6.3 

6 

16 

.08 

.01 

0.0 

IP. 

3 

Gravel  P.  Well  #2,  Tan  in  P.S. 

1 

0 

6.a 

P 

ia 

.02 

.01 

0.0 

IP. 

3 

Analysis  of  the  Water  of  Mksac  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

as 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

'.  r  leans 

Travel  P .  Well  y'3,  Tan  in  P.S. 

b 

7 

6.3 

p 

13 

o.h 

.01 

0.0 

19. 

3 

j  ap  in  -  own  ia,ix 

0 

2 

0.2 

n 

r 

Hi 

.01 

.01 

0.0 

IP. 

3 

Oxford 

travel  backed  Well#l 

0 

0 

6.0 

17 

15 

.00 

.00 

o.5 

21. 

2 

OraTel  Packed  Well  #2 

u 

3 

6.1 

U2 

.00 

0,5 

21. 

2 

Partridge  Pd.  Gravel  "acked  Well 

0 

0 

6.P 

22 

21 

.01 

.00 

0.5 

17. 

2 

■'alrer  ^ire 

nitt.  "l 

Tubular  "ells,  Tan  in  P.S. 

0 

3 

6.7 

21 

33 

.00 

.00 

O.lj 

6.3 

3 

Fairer-.' 'onds- 
ville  Water  Co. 

Tubular  Wells,  Fror.  Tan 

0 

5 

6.3 

17 

31 

0.5 

.00 

0.6 

5.3 

3 

Palmer-  3  1,1  vera 

l?ire  Diet.          Tubular  Wells,  Tan  in  P.S. 

1 

3 

6.P 

23 

35 

.11, 

.03 

1.2 

P. 9 

3 

a.v.Vella  off  Oak  St,  Tap  in  P#S« 

0 

a 

6.7 

19 

39 

.01 

.17 

1.6 

7.0 

3 

Peabody 

West  ]  eabody  ^ine  St.  Well  Tan 

0 

5 

6.h 

hh 

80 

.01 

•13  . 

0.8 

37.  j 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  "round     water  Sources  for  Year  196? 


City  or  Town 

Souroe 

Milligrams  per  Liter 

\ 

Turbidity 

Color 

s 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Z 
OS 

< 

Nitrate  N 

Chlorides 

No.  of  Samples 

^eabody 

W.  Peabody-Johnson  St.  Well,  Tap  in  P.S. 

0 

15 

6.7 

56 

99 

0.3 

.57 

O.h 

3b. 

3 

Derbroke 

travel  Packed  Well  #1,  Tap  in  P.S. 

b 

7 

6.3 

11 

23 

o.U 

.05 

1.0 

12. 

3 

'Tew  Gravel  P.Weil  #2,  Tan  in  P.S , 

o 

3 

6.b 

10 

22 

.15 

.03 

1.1 

20. 

3 

Ferrerell 

Tubular  Wells,  Tap  in  P.S. 

0 

5 

6.3 

12 

23 

.Oh 

.01 

0.1 

h.p 

3 

^lr-*  nvil  "I  e 

Hi  .P.Weil,  off  Route  106 

0 

3 

6.1 

8 

2h 

.ob 

.15 

0.7 

2P. 

3 

O.P.  v'ell  *2  off  George  Street 

0 

7 

7.1 

17 

21 

.13 

.11 

0.2 

2P. 

3 

Plyrouth- 
ater  Works 

Gravel  Packed  ^ell,  Manomet,  Tap  in  P.S. 

1 

2 

6.U 

6 

12 

.oh 

.03 

0.3 

13. 

3 

Mew  Gravel  Packed  Well -Lout  "Pond 

3 

7 

6.3 

7 

13 

.28 

.02 

0.2 

P. 3 

3 

PlymouthAgua 
'"ater  Corp.  ' 

6"  Tub  Well  &  2"  Driven  Well,  Tap  in  P.S, 

0 

3 

6.5 

P 

15 

.06 

.17 

O.h 

IP. 

3 

Lookout  point,  Tap  .at  P.S. 

0 

3 

6.6 

7 

Hi 

.01 

.01 



0.1 

P.O 

3 

Analysis  of  tike  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

nlvnout'i 
*Tnme]oc  ,Tt. 

Tubular  "ell,  Tap  on  System 

0 

3 

6.6 

10 

13 

.03 

.01 

0.2 

11. 

3 

T'">  "mouth  M.O.I. 
pl "mouth  "orestry 

^arrr                  Plymouth  Wells  at.  K.  c.  I. 

2 

5 

5.U 

3 

21 

.25 

.00 

0.)a 

12. 

3 

Pro^inc^town 

<  G.P.W,  Nfo.  ^ruro,  Tap  in  ".S. 

0 

0 

U.J 

P 

U5 

.03 

.15 

0.5 

96. 

3 

3  G.P.W,  -  So.  Hollow  St a;  No.  Truro 

0 

2 

6.U 

7 

27 

.03 

.oh 

0.2 

hk. 

3 

Rayham-Center 
"  'ater  "ist. 

Tan  in  Dist.  (  Caisson  !-/ell  ) 

1 

10 

6.3 

9 

19 

.29 

0.5 

0.5 

11. 

3 

Caisson  Well  #2  off  Elm  Street 

1 

3 

5.9 

9 

III 

.09 

.02 

1.0 

13. 

3 

p  ayh sir-No .  v  a;"nham 

'•'ater  l  ist/         Tubular  Wells 

0 

b 

6.1 

10 

19 

.OP 

.02 

0.L 

7.5 

3 

Caisson  uell 

0 

3 

6.1 

10 

UO 

.OP 

.01 

h.3 

a. 

3 

Analysis  of  the  Water  of  Pwbiic  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  »  6? 


City  or  Town 

Source 

Turbidity 

Color 

s 

Milligrams  per  Liter 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Reading 

Pumointr  Sta;  #1,  100  Acre  Md.  Raw  Hater 

2 

37 

6.2 

25 

63 

0.U 

0.8 

0.3 

hO. 

Effluent  of  Aerator 

U2 

153 

6.h 

26 

66 

16. 

0.6 

0.1 

h9. 

Effluent,  Sedimentation  Basin 

1 

33 

8. It 

69 

60 

2.9 

.02 

0.1 

107. 

Affluent,  of  Sand  Filters 

(J 

id 

P.h 

l.o 

•  Op 

no 

Oo 

7ft 
(0. 

Revay  Meadow,  G.P.W.  //I 

1 

28 

6.6 

33 

113 

.2U 

1.3 

1.7 

138. 

"ocknort 

Tubular  Vlells,  Raw  Water  Tap 

0 

10 

6.0 

10 

25 

.06 

.21 

0.5 

15. 

Tubular  Hells,  Treated  Water  Tap 

1 

12 

8.2 

25 

63 

.07 

.21 

0.5 

26. 

Royalston-So. 

Royals ton 

Imp.  Assoc.  Inc.    Tar)  in  P.S. 

6 

11 

7.0 

h9 

61 

1.5 

.h0 

0.1 

8.0 

Rowley 

Tubular  Wells,  Tap  in  P.S. 

1 

5 

7.2 

89 

136 

.09 

.01 

 , 

_ 

0.7 

37. 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground  water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Rowley 

New  G.  P.  Well,  Tap  in  ^.S.  at  Rts  17  &  133 

2 

j 

6.6 

71 

-0? 

1  0 

57. 

"5 

J 

Russell 

Gravel  p.  VT.  #2,  Tap  near  Rt.  20 

P 

6.7 

^0 

•  i — •- 

.01 

n  6 

7  0 

-\ 

J 

:?i:tland 

Tap  on  Syster  (  summer  only  )  5/15-10/15) 

0 

0 

7.6 

6h 

57 

.03 

.00 

0.7 

1.5 

2 

Salisbury 

Tan  in  P.S.  No.  Dug  Well  or  Gravel  P.W.  #1 
(  Which  designate  ) 

13 

15 

6.0 

51 

130 

.h0 

.22 

0.1 

35. 

1 

Gravel  p.  Well  #5,  Tap  in  P.S. 

1 

5 

5.9 

18 

86 

.07 

.00 

0.2 

21. 

1 

Gravel  P.  Well  to,  Tap  in  P.  S. 

0 

0 

6.2 

27 

71 

.00 

.01 

0.6 

69. 

3 

Sandwich 

Gravel  Packed  Wells,  Tap  in  P.S. 

0 

3 

6.2 

111 

31 

.oh 

.01 

0.1 

18. 

3 

Scituate 

Kent  St.  Well,  Tap  in  P.S.  (summer  only  ) 

Seekonk 

Driven  Wells,  Tap  in  P.S.  Brown  Ave. 

0 

3 

6.8 

39 

8U. 

•02 

.03 

1.6 

15. 

3 

Gravel  P.  Well,  Tap  in  P.S.  Newman  Ave. 

0 

2 

6.8 

hi 

6i  ; 

.02 

.23 

1.2 

20. 

3 

Analysis  of  the  Water  of  PfctaUc  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  Cor 


Year  1969 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

a 

Alkalinity 

Hardness 

Iron 

Manganese  . 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Sharon 

iUDuxar  »»e±-Ls  &  ^..r.J.  ax  r.o.  ftc  lap 

1 

5 

o.U 

31 

U6 

0.6 

.25 

1.2 

18. 

3 

'iravei  r.  fiexij   lap  in  r.o. 

2 

5 

A  7 
O.  1 

31 

52 

.17 

.hi 

1.5 

18 

2 

u.r.'veii  ?rU  ,  oil   iree  j-iarie,  lap  in  r.o. 

0 

3 

A  7 
O.  ( 

U2 

72 

.01 

.01 

5.8 

35. 

2 

Sheffield 

Farm  House  Spring,  Direct 

1 

0 

6.7 

20 

26 

.01 

.00 

0.2 

2-0 

2 

Red  Rock  Spring,  Direct 

0 

0 

6.U 

la 

21 

.01 

.00 

0.1 

1.8 

2 

omxx.n  oprxng,  I'lrecx. 

0 

3 

o.U 

17 

2h 

.01 

.00 

0.2 

l.P 

2 

Gravel  P.  Well  off  Rt  7  (  when  used  ) 

1 

0 

7.h 

132 

128 

.02 

.00 

0.1 

1.3 

2 

Shirley-Shirley 
Village  Water 

UlSX. 

Dug  Wells,  Tap  near  Pump 

0 

5 

5.6 

3 

36 

.01 

.01 

1.5 

26. 

3 

Gravel  Packed  Well,  Tap  in  P.S. 

0 

3 

6.3 

lu 

36 

.01 

.01 

o.U 

18. 

Shirley  Indus- 
trial School 
for  Boys 

New  Tubular  Wells,  Tar»  in  P.S. 

28 

28, 

7.1 

62 

72 

1.9 

0.6 

0.0 

19.  . 

2 

Analysis  of  the  Water  of  MbUc  Water 
Averages  of  Cbemical  Analyses  of  Ground  Water 


'  Supplies 

Sources  for  Year  19  69 


City  or  Town 

Source 

Turbidity 

Color 

s 

ft 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Shrewsbury 

So.  Street  Wells,  Tap  in  P.S. 

0 

3 

6.3 

22 

37 

.09 

.10 

0.7 

20. 

3 

Oak  Street  Wells,  Tap  in  P.S. 

12 

15 

7.0 

23 

1x2 

.U2 

.to 

0.0 

28. 

1 

Sewell  St.  G.  P.W.  Tap  in  P.S. 

0 

2 

6.6 

20 

he 

.00 

.01 

0.6 

IF. 

3 

No.  Quins igamond  Ave,  G. P. Well  #1 

0 

2 

6.U 

27 

73 

.00 

.01 

1.2 

29. 

3 

No.  Ou ins igamond  Ave.  G. P. Well  #2 

0 

2 

6.U 

25 

73 

.00 

.01 

1.1 

29. 

3 

Somerset 

G.  P.  Well  #2,  Brook  St.  Tap  in  P.S. 

0 

0 

7.U 

13 

35 

.03 

.01 

0.8 

7.8 

3 

|  Southfield 

S  tiring,  Tau  on  System 

0 

3 

7.1 

17 

26 

.01 

.00 

0.0 

1.7 

3 

Sterling 

Tubular  Wells,  Tap  in  P.S. 

0 

2 

6.3 

20 

63. 

.01 

.00 

0.14 

25. 

3 

New  Gravel  Packed  V/ell 

0 

7 

6.2 

23 

89 

.01 

.00 

1.8 

51. 

3 

Stockbridge 

Hill  Water  Co. 

Spring,  Tap  in  Town 

0 

2 

7.0 

U3 

51 

.02 

.01 

0.1 

2.7 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground   Water  Sources  for  Year  19  69 


uiiy  or  i  own 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

DC 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Sunderland 

Tubular  Wells,  Tap  in  P.S. 

2 

7 

7.8 

U8 

60 

.15 

.02 

0.0 

9.5 

1 

Sutton- 
wa+er  r;0i, 

■  CL  «  ■  C»  X        -f\J  # 

Pug  Well,  Direct 

0 

2 

6.7 

23 

55 

.03 

.01 

2.1 

IP. 

3 

Tubular  Wells,  Tap  in  Town 

1 

5 

7.1 

h5 

85 

.08 

.00 

1.U 

16. 

3 

Weir  Springs,  Direct 

0 

h 

6.U 

17 

58 

.01 

.00 

3.5 

U2. 

3 

Sutton-Manchaug 
'■'ater  Dist. 

Gravel  P.  Well  #1,  Tap  in  P.S. 

0 

2 

6.5 

11 

27 

.03 

.05 

0.0 

28. 

3 

Gravel  P.  Well  #2,  Tao  in  P.S. 

0 

3 

6.U 

11 

29 

.oU 

.03 

0.0 

20. 

3 

Gravel  P.  Well  #3,  Tap  in  P.S. 

0 

3 

6.5 

12 

25 

.oU 

.03 

0.0 

19. 

3 

Swansea 

Midwood  Well  #2 

1 

12 

6.3 

13 

25 

.23 

.15 

0.2 

7.0 

3 

Gravel  Packed  Wells  at  Maher  Field 

0 

2 

6.1 

9 

59 

.00 

.01 

U.8 

16. 

3 

Gravel  Packed  Well,  Vinnicum  Rd;  Tap  in  P.S , 

0 

2 

6.3 

18 

U9 

.02 

.03 

1.0 

16. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  tor  Year  19  69 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Taunton-^ent . 

of 

rental  Health 

Gravel  Packed  Well  #1 

1 

3 

6.5 

lh 

39 

.18 

.07 

3.8 

13. 

3 

travel  "acked  well  #2 

0 

0 

U.u 

15 

37 

.02 

.11 

a. 3 

13. 

2 

Gravel  Packed  Well  #3 

0 

0 

6.6 

17 

31 

.03 

.12 

1.3 

7.7 

3 

Teirrleton 

Grave].  P.W.  #1  at  Paldwinville,  Tao  in  Town 

0 

3 

6.3 

6 

23 

.01 

.00 

0.6 

15. 

3 

East  Temnleton  G.  P.  Well 

2 

9 

6.U 

93 

70 

.18 

.17 

0.1 

12. 

2 

G.  P.  Well  u2,  off  Pt  101  East  Temnleton 

a 

15 

5.8 

a 

21 

1.0 

.Hi 

0.1 

19. 

3 

1  ewl<  s  di  ir  v« 

Water  Tert. 

Gravel  P.  Well  #1,  Tap  in  P.S. 

i 

20 

6.6 

13 

37 

.29 

.U3 

0.6 

27. 

3 

Gravel  P. Veil  #2,  Tap  in  P.S. 

i 

65 

19 

1*2 

5.0 

.30 

i.a 

20. 

1 

Gravel  P.  Well  #3,  Tar  in  P.S. 

7 

7 

6.1: 

11 

36 

.16; 

.13 

1.6 

18. 

3 

Gravel  P.  Well  #U,  Tap  in  P.S. 

b 

13 

6.6 

16 

27 

0.6 

.30 

0.1 

13. 

3 

Gravel  P.  Well  $$,  Tap  in  P.S. 

0 

3 

6.1: 

9 

32 

.01 

.03 

2.7 

18. 

3 

1 

Analysis  of  the  Water  «f  Msec  Water  Supplies 
Average*  <rf  OhetakjAl  Anaiyeee  of  Ground    Wel«  Sonroe*  If  Year  P  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

B 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Tev/ksbury 
Water  Dept. 

Gravel  P.  Well  #6,  Tap  in  P.  S. 

0 

0 

6.U 

10 

U9 

.02 

.27 

1.5 

33. 

3 

Gravel  P.  Well  #7,  Tap  in  P.S. 

0 

12 

6.5 

U6 

66 

.02 

0.7 

0.6 

19. 

3 

Gravel  Packed  Well  #8,  Tap  in  P.S. 

c 

6  .It 

p 

u 

•  01 

1«5 

uo. 

3 

Gravel  Packed  Well  #9,  Tap  in  P.S. 

0 

2 

6.6 

16 

63 

.01 

.01 

2.1 

28. 

3 

Genter  of  Town 

0 

8 

6.U 

26 

52 

.02 

.02 

1.3 

28. 

2 

Tewksbury 
Hospital 

Old  Wells,  Tap  in  P.S. 

0 

2 

6.2 

lh 

37 

.01 

.12 

0.9 

22. 

3 

New  Tubular  Wells,  Tap  in  P.S. 

1 

8 

6.1 

12 

59 

1.2 

1.3 

0.2 

96. 

3 

lap  in  Administration  Building 

0 

0 

6.U 

13 

39 

.01 

.09 

1.0 

21. 

3 

Tisbury 

Tashmoc  Spring,  Pump  Well  Direct  after 
Drawdown 

0 

0  I 

6.2 

6 

17 

.01 

.00 

0.3 

12. 

3 

Gravel  Packed  Well,  Tap  in  P.S. 

0 

0 

6.2 

6 

22 

.01 

.01 

0.1 

17. 

3 

Toosfield  Water 
Dept. 

Tubular  Wells,  Tap  in  P.S. 

0 

2 

6.h  1 

35 

61 

.00 

.01 

1.U 

19  " 

3 

AnatyoU  of  fee  Water  of  Mlsc  Water  Supplies 
Averages  of  Chemk>al  Analyses  of  Ground    WeJiii  Sonroee  tor  Yemr  »  69 


City  or  Town 

Souroe 

Milligrams  per  Liter 

Turbidity 

Color 

3E 
A 

Alkalinity 

Hardness 

Iron 

Manganese 

2 

< 

Nitrate  N 

Chlorides 

j 

1 

c 
2 

Water  V!orks  Inc. 
Tonsfield  Wyiede 
'■  cod                    Tan  on  Systeir 

0 

3 

7.h 

75 

102 

.02 

.01 

1.2 

15. 

2 

Townsend 

Tubular  Wells,  Tan  in  P.S. 

0 

0 

6.2 

7 

15 

.02 

.01 

0.3 

5.0 

3 

T,pt  on 

Tubular  Wells ,  Tap  in  P.S. 

0 

2 

6.3 

9 

Uo 

.02 

.01 

0.9 

19. 

3 

TTxbridpe 

Gravel  Packed  Well  #1,  Tap  in  P.S. 

0 

0 

6.3 

Hi 

52 

.12, 

0.5 

O.b 

19. 

3 

Gravel  Packed  Well  #2,  Tan  in  °.S. 

0 

1 

6.0 

15 

63 

.10 

.15 

1.1. 

IP. 

3 

V akef ielc 

Dug  Well,  Tan  in  P.S.  Eay' State  Well 

1 

. 

3 

6.0 

39 

127 

.0U 

.03 

2,7 

59. 

3 

Walpole 

Tubular  Wells,  Tap  in  P.  S. 

h 

20 

6.5 

27 

80 

o.U 

0.6 

0.7 

27. 

3 

Nine  Brook  Well,  Tap  in  P.S. 

6 

15 

6.5 

33 

76 

o.U 

l.U 

0.9 

UO. 

3 

Gravel  Packed  Well,  Tap  in  P.S. 

3 

7 

6.5 

31 

137 

.03 

.U2 

1 

1.2 

hi. 

3 

Analysis  of  the  Water  of  MUo  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  6  9 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

as 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

55 
a 

i 
< 

Nitrate  N 

Chlorides 

No.  of  Samples 

Stockbridfe 

MflVtVppnar*  Wat pt* 

1  1  cU  In  CCI  !au  "alCi 

V'orks  Corn. 

Deep  Tubular  Well,  Tap  in  P.S. 

1 

3 

7.U 

91 

107 

.Hi 

.01 

0.0 

1.6 

1 

Stouphton 

Collecting  Gallery,  Tap  in  P.S. 

1 

6 

6.1 

12 

35 

.11* 

.02 

2.7 

17. 

3 

Tubular  Wells,  Tap  in  P.S.  Harris  Pond 

0 

2 

6.U 

17 

61 

.00 

.01 

3.0 

26. 

3 

G.P.Weil,  Fennell  Site  -  West  St. 

1 

3 

6.1 

23 

U3 

•oU 

.02 

1.0 

16. 

3 

S+  miffh+  on 

QVCl     I    0     »»  CJ.J.  ^     A  -  V—  >■*  CLi  1  'CU  X  CI 

0 

2 

6  ? 

13 

36 

.00, 

.01 

o.h 

12. 

3 

Sturbridge 

Tubular  Wells,  Tap  in  P.S. 

2 

6 

6.6 

U9 

81 

1.0 

.07 

3.7 

21. 

2 

Gravel  P.Weil,  #3,  Tap  in  P.S. 

5 

25 

6.2 

19 

h5 

1.1 

.03 

0.3 

23. 

2 

Sudbury 

G.'.Well  #2  off  Raymond  St.  Tap  in  P.S. 

0 

1 

7.2 

53 

81 

.01 

.01 

0.0 

8.5 

k 

Pratt s  Mill  Well  #3,  Tap  in  P.S. 

0 

0 

6.9 

3U 

35 

.00 

.01 

2.6 

lh. 

k 

Warren  Rd.  Well  #U,  Tan  in  P.S. 

0 

1 

7.0 

h2 

60 

.00 

.00 

2.5 

9.3 

h 

Gravel  P.  Well  at  Rt.  117 

1 

1 

7.1 

28 

27 

.20 

.01 

0.2 

U.5 

)-. 

AnalywU  of  the  Water  of  MbUo  Watar  Supplies 
Avenges  <rf  Chemical  Analyses  <rf  Ground     Water  Sources  for  Year  19  6? 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

EC 

Of 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

1  'are 

Large  Well  Before  Treatment 

0 

2 

6.U 

20 

33 

.12 

.00 

1.0 

9.3 

3 

Tip  in  P.S.  After  Treatment 

1 

2 

8,3 

173 

26 

.01 

.00 

1.0 

10. 

3 

'•'arehair  Onset 
Fire  T,ist  . 

New  Gravel  Packed  Well,  Tap  in  P. 8. 

0 

1 

5.8 

3 

Hi 

.02 

.02 

1.3 

9.7 

3 

Wareham  Fire  - 
Fist. 

Gravel  P-  Well  ^1   at  Mat-Hp  Snrincrcs  Ta-n 

in  P.  S. 

0 

0 

6.1 

k 

13 

.01, 

.01 

0.0 

8.7 

3 

G.P.W.  #2  at  Maple  Springs  Tan  in  P.S. 

7 

6.2 

5 

12 

.21* 

.03 

0.0 

8.3 

3 

G.P.W.  #3  at  Manle  Springs,  Tap  at  P.S. 

0 

h 

6.0 

5 

13 

.06 

.01 

0.0 

8.0 

3 

G.P.W,  #U  at  Maple  Springs,  Tap  at  P.S. 

0 

h 

6.0 

h 

Hi 

.01 

.01 

0.0 

8.0 

3 

varren  Water 
Dist. 

Tubular  Wells,  Tap  in  P.S. 

0 

0 

luii 

11 

25 

.02 

.01 

0.2 

h.8 

3 

Warren  Water 
Co. 

Dug  Wells,  Tap  in  Village 

3 

5 

6.2 

9 

so  ; 

.29 

.03 

0.2 

75. 

3 

Analysis  of  the  Water  of  Nfattc  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    HTslai  Source*  far  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

2 

CD 

2 

S- 

Turbidity 

Color 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia 

Nitrate  N 

Chlorides 

No.  of  San 

Wayland 

Ealdwin  Pond,  Gravel  P.  Well  #1,  Tap  in  P.S. 

0 

2 

6.7 

PI 

.OP 

.13 

0.P 

Hi. 

3 

New  Gravel  Packed  Well  #2,  Tan 

n 

0 
c 

6.e 

Pa 

on 

T  7 
If. 

•3 
J 

Harpy  Hollow  Gravel  P.  Well  #1,  Tap  in  P.S. 

0 

3 

6.5 

3h 

P7 

.00 

.00 

3.P 

3U. 

3 

Hanry  Hollow  G.  Packed  Well  #2,  Tar  in  P.S. 

0 

3 

6.7 

ho 

PP 

.01 

.00 

3.1 

37. 

3 

Webster 

Wells,  Tap  in  P.S. 

1 

3 

6.6 

IP 

32 

.08 

.05 

O.h 

1U. 

3 

Gravel  Packed  Well 

1 

1 

6.7 

27 

29 

.03 

.oh 

0.] 

22. 

3 

Wellesley 

Water  Works 

Public  Wks.  Bldg,  Composite  of  Town 

0 

6.5 

60 

99 

.06 

.IP 

0.7 

h9. 

2 

Gravel  P.  Wells  at  Morse's  Pond, Tap  in  P.S. 

h 

8 

6.5 

ho 

91 

.29 

O.Li 

0.5 

67. 

3 

Thomas  Coughlin  Well 

0 

6.U 

hi 

82 

.02 

.20 

O.P 

57. 

3 

Wellesley- 
Wellesley 

College 

New  Tubular  Wells,  Tap  in  P.S. 

0 

2 

6.U 

19 

65 

.02 

.00 

1.3 

53. 

3 

1 




Analysis  of  the  Water  of  l%Mfcr  Water 
Averages  of  Chemical  Analyses  of  Ground    Water  I 


-Supplies 
Sources  for 


Year  IS  69 


City  or  Town 

Source 

Turbidity 

Color 

X 

Q. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

<0 
"8 

< 

Nitrate  N 

Chlorides 

T>  pnhfliT 

0 

1 

7  9 

79 

m 

.Oh 

.00 

1.7 

21. 

3 

Gravel  Packed  Well  #2 

0 

3 

7.5 

9P 

136 

.01 

•OP 

l.P 

20 

c 

*  Pet  V"  r^Y*'Mi^Vi 

uravci  racntu  »« •  iar>  xn  r.o.   "OpKinXiOn  nQi 

0 

0 

1U 

61 

.00 

.00 

1.9 

37. 

3 

I  -IVeJ.    -i  dCKCQ    '"Cil    ffc.  ,    11OrSe  OXi 

o 

0 

6.3 

o 

7 

J  7 

no 

nn 

o  0 

bourse  Street  Well 

3 

8  ' 

7.6 

35 

35 

.19 

.00 

1.5 

7.3 

3 

West  Poylstcn 

Gravel  Packed  Well  #3,  Tap  in  P.S. 

0 

15 

6.2 

13 

35 

.10 

.02 

0.5 

25. 

3 

Lee  Street  Well  #U,  G.P.  Well 

0 

6.h 

19 

U9 

.00 

.00 

1.2 

IP. 

3 

Oakdale  Gravel  Packed  Well,  Tap  in  P.S , 

0 

2 

6.3 

16 

31 

.00 

.01 

0.6 

13. 

3 

West  Fridpe- 

wat  er 

Tubular  Wells,  Tap  in  P.S. 

0 

2 

6.1 

10 

U5 

.03- 

.10 

3.8 

16. 

3 

Gravel  Packed  Well-Station  #3 

0 

2 

6. a 

27 

57 

.01 

.00 

0.2 

26. 

3 

Gravel  Packed  Well 

0 

2 

6.9 

7 

U9 

.12 

.03 

1.6 

15. 

^ 

3 

Analysis  of  the  Water  of  MMac  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  6  9 


City  or  Town 

Source 

Milligrams  per  Liter 

Manganese 

2 

ipies 

Turbidity 

Color 

s 

o, 

Alkalinity 

Hardness 

Iron 

ed 

c 
O 

s 

£5 

C 

< 

Nitrate  N 

Chlorides 

No.  of  San 

V.'estirinster 

Holmes  Park  Water  Dist 

0 

0 

6.3 

5 

11 

.02 

.01 

0.0 

P. 7 

3 

Weston 

Tubular  Wells  at  Kendall  Green,  Tap  in  P.S. 

3 

33 

6.6 

21 

62 

2.0 

.21 

0.9 

38. 

2 

Vfeston- 

V'ater  Works 

Gravel  Packed  Well  at  Nickerson  Field 
New  Gravel  Packed  Well,  Rt.  12P 

1 

2 

6.6 

67 

171 

.07 

.01 

0.7 

172 

3 

Weston-  Weston 

College 

Deep  Tubular  Well 

1 

3 

7.1 

52 

67 

.01 

.02 

1.1 

17. 

3 

Westport- 
Westoort  Harbor 

AauebVct  Co. 

Tap  on  System 

1 

3 

DO 

111 

50 

.05 

.00 

2.3 

60. 

2 

Westoort  Acoaxet 

Water  Wks. 

Tap  in  No.  P.S.  Acoaxet  Water  Works 

3 

5 

6.2 

13 

.h9 

.01 

7.0 

16. 

2 

Tap  in  So.  P.S.  Acoaxet  Water  Works 

2 

5 

6.8 

62 

.16 

.19 

3.0 

50. 

2 

Analysis  of  the  Water  of  Pttblic  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  far  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

T>rest  Spring- 
field 

Gravel  P.  Well,  Tap  in  P.S.  #1,  Southwick 

Well 

0 

3 

7.6 

12 

71 

.01 

.00 

3.8 

7.0 

2 

Gravel  P.  Well  #3,  Southwick  P.S. 

0 

3 

7.9 

51 

75 

.01 

.02 

U.o 

P.O 

2 

Gravel  P.W.  in  P.S.  #2  Southwick  Well 

0 

5 

7.7 

U3 

66 

.01 

.02 

2.6 

6.0 

2 

w est  Stock- 
bridge 

Sartori  Quarry,  Tap  at  P.S. 

1 

3 

7.9 

111 

120 

.01 

.00 

0.0 

1.3 

3 

Sartori  Spring,  Direct 

0 

3 

7.5 

100 

109 

.00 

.00 

0.1 

2.8 

3 

Vest  Stock- 
bridpe 

New  Spring-Direct 

0 

3 

7.0 

11 

2U 

.01 

.01 

0.1 

1.0 

3 

Weymouth 

G.P.W.  near  Circuit  Ave,  Tap  in  P.S. 

1 

18 

7.0 

111 

61 

.11 

1.7 

o.5 

1*8. 

3 

H.P.W.  Mill  River  (Main  St.)  Tap  in  P.S. 

1 

7 

6.6 

85 

66 

.01 

0.8 

3.8 

120. 

3 

Gravel  Packed  Well,  Whitman's  Pond 

2 

3 

: 

6.9 

57 

h6 

.01 

.19 

0.2 

3U. 

3 

Analysis  of  the  Water  of  Ptebtic  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Turbidity 

Color 

s 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

2 
c 

1 

a 

c 

< 

Nitrate  N 

Chlorides 

Whately 

Tan  on  System 

0 

7.6 

60 

.02 

.01 

0  0 

J 

1 1  il] iarrsburg 

^ravel  racked  Well,  lap  in  .o. 

1 

3 

6.U 

23 

U3 

.oU 

.00 

1.0 

7.8 

2 

'.'illiarstoTrn 

New  Travel  Well 

1 

7 

7.6 

126 

133 

.27 

.06 

0.0 

1.8 

3 

Sherman  Spring 

0 

5 

7.6 

9U 

103 

.00 

.01 

0.2 

3.0 

3 

C-ravel  Packed  #2 

1 

3 

7.7 

77 

89 

.02 

.00 

0.2 

2.5 

3 

'.'ilininpton 

Town  Park,  Gravel  Packed  Well 

1 

5 

6.0 

9 

9h 

.19 

.02 

o.U 

50. 

2 

Shawsheen  ^ve.  G#  Well 

0 

2 

6.3 

33 

67 

.01 

.00 

0.8 

32. 

3 

Aldrich  G.P.  Well 

0 

2 

6.3 

15 

51 

.00 

.00 

0.2 

23. 

3 

New  Tub.  Wells-Barrows  P.S. 

0 

7 

6.3 

36 

107 

.07 

.01 

3.5 

75. 

3 

Wilminpton 

Butters  Road  G.  P.  Well 

6 

15 

5.8 

11 

87 

1.8 

.20 

0.0 

128 

2 

New  G.P.W.  Tap  at  Chestnut  St.  P.S. 

1 

16 

6.2 

19 

76 

.13 

.30 

0.1 

120 

2 

Vlinchendon 

Old  Well 

1 

15 

6.8 

17 

26 

.09 

.00 

0.0 

1.5 

1 

Analysis  of  the  Water  <rf  MtaUe  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground   Water  Sources  for  Year  »  69 


City  or  Town 

Source 

Milligrams  per  Liter 

J 

Turbidity 

Color 

X 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

West  Brookfield 

Tap  in  P.  S. 

0 

3 

6.0 

9 

28 

.21 

.Oh 

o.e 

13. 

2 

Tubular  Wells 

1 

0 

6.3 

9 

25 

.23 

.03 

0.8 

13. 

2 

Westfield 

G.  P.  Well  #1  off  So  Holyoke  Rd. 

0 

5 

6.9 

37 

57 

.02 

.01 

1.7 

18. 

2 

Tubular  Wells,  Tap  in  P.S.  Before  Treatment 

0 

0  1 

6.7 

50 

112 

.oh 

.00 

2.7 

27. 

3 

0.  P.  Wei]  #1  off  Union  St. 

1 

6 

7.1 

36 

U6 

.11 

.01 

0.5 

8.0 

2 

0.  P.  Well  #3  off  Shaker  Rd. 

11 

25 

l.h 

Uo 

52 

.U7< 

.02 

1.3 

5.5 

1 

0.  P.  Well  #U  off  Shaker  Rd. 

13 

2* 

7.5 

5U 

78 

,1*0 

.02 

2.h 

9.5 

1 

vi  esT.i  ora 

u.r.  wed.!  —  Nutting  tta. 

1 

1U 

o.h 

18 

35 

.02 

.21 

o.h 

15. 

2 

Tubular  Wells,  Tap  in  Westford,P.  S. 

0 

3 

6.7 

38 

38 

.OU 

.00 

0.2 

12. 

2 

Tubular  Wells,  Tap  in  P.S.  at  Brookside 

0 

0 

6.5 

IP 

UU 

.01 

.00 

0.7 

30. 

2 

Pumping  Sta.  G.P.  Well,  Cemetery  Rd. 

0 

5 

6.U 

15 

3h 

.02 

.02 

o.U 

7.0 

1 

Westhampton 

Tan  in  Town 

0 

10 

6.9 

Hi 

22 

.07 

.00 

o.h 

2.0 

2 

Analysis  r  the  Water  of  IfcibUc  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     iv^ter  'Sources  for  Year  19  69 


City  or  "own 

Source 

Turbidity 

Color  | 

«M 

Ou 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

•linchendon 

•New  weix 

0 

0 

O.U 

7 

16 

.03 

.00 

0.0 

1.5 

1 

T*Toburn 

Well  A-2  Gravel  Packed 

0 

3 

6.9 

U7 

107 

.00 

.09 

o.h 

98. 

3 

Well  B  Gravel  Packed 

0 

3 

6.8 

36 

90 

.00 

.02 

o.U 

95. 

3 

Well  C-2  Gravel  Packed 

0 

3 

6.9 

39 

90 

.01 

.11 

0.2 

93. 

3 

Well  D,  Gravel  Packed 

0 

3 

6.5 

30 

81 

.00 

.09 

1.2 

78. 

3 

•  •'ej.x  n. ,  vjrave±  racKeu 

c 

3 

o.u 

36 

99 

.00 

.13 

2.3 

90. 

3 

f.  eix  "  ,  '..ew  uravci  »oc?(eu 

0 

3 

O.J 

27 

87 

.00 

.23 

1.2 

56. 

3 

Well  G,  at  Rile  Range 

0 

7 

6.3 

62 

25U 

.00 

.61 

3.2 

132 

3 

Worth inpton 

Spring,  Tap  in  Town 

1 

0 

6.5 

5 

18 

.07 

.00 

0.1 

1.3 

2 

Deep  Tubular  Well,  Tap  in  *>.S.  Well  #1 

1 

3 

6.1 

8 

1U 

.20 

.00 

0.1 

3.3 

2 

Feeder  Spring 

3 

5 

6.3 

21 

26 

.22 

.00 

0.1 

2.5 

2 

Wi»entham  Water 

Dept. 

Gravel  Packed  Well  #2 

0 

0 

6.3' 

28 

3U 

.02 

.00 

0.2 

10.  , 

1 

Analysis  cf  the  Water  of  Psjblic  Water 
Averages  of  Chemical  Analyses  of  Ground  -w^ter 


Sillies 

■Sources  for  Year  19  69 


..    or  own 


Source 


T3 
Si 

3 
H 


o 

ml 

o 
O 


X 


Milligrams  per  Liter 


-i-> 
ti 
c 

"3 


H5 
4) 


at 
X 


a 

o 


d 

3 


e 
I 

< 


o 

CO 
Sh 


(S3 
73 

u 


.rentbam  State 

School  Tubular  Wells,  Tap  in  c.  S.  #1 

Tubular  Wells,  Tap  in  ?.  S.  #2 


Yarmouth 


Gravel  Packed  Wells,  Tap  in  P.S. 
New  Gravel  P.  Well  #1,  W.  Yarmouth 
Mew  Gravel  P.  Well  #2.  W.  Yarmouth 
New  Gravel  P.  Well  #3,  V/.  Yarmouth 
Two  *tew  Gravel  Packed  Wells 
#5  Pump.  Long  Pond  Drive 
#7  Pumo-No  Main  St. 


0 
0 

0 
2 
6 
2 
0 
0 

h 


6.5 
6.3 

6.5 
6.3 
6.2 
6.2 
6.2 
6.2 
6.2 


21 
31 

5 
h 
5 
5 

3 


112 
51 

lh 
17 
22 
21 
10 
22 

131 


.oh 

.01 

.00 
.00 
.17 
.02 
.00 
.02 
.09 


.00 
.00 

.00 

.01 

.01 

.01 

00 

.01 

.01 


1.2 
2.0 

0.0 
0.0 
0.1 
0.2 
0.1 
0.1 
0.1 


68. 
19. 

16. 

17. 

28. 

10. 

16 

16. 

15. 


CO 

u 

OS 

CJ 

52 


< 
D 

CO 


ID 


Analysis  of  the  Water  of  MUc  Water  Supplies 
Averages  of  Cfaeca>cal  Analyses  of  Surface  Water  Sources  for  Year  1969 


City  or  Town 

Source 

Turbidity 

Color 

as 

Ok 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

S5 

i 

Nitrate  N 

Chlorides 

Abiryrton-Rockland 

Eig  Sandy  Pond,  Tap  in  P.S. 

3 

15 

6.6 

10 

25 

.23 

.02 

.05 

0.0 

27. 

3 

Adams 

Bassett  Brook  Reservoir 

0 

u 

7.0 

15 

27 

.05 

.01 

.03 

0.3 

1.5 

Amherst 

Atkins  Pond  at  Outlet 

0 

10 

6.2 

2 

11 

.07 

.oU 

.09 

0.0 

2.8 

3 

Norse  &  Dean  Brooks  above  Atkins  Pond 

0 

15 

5.6 

2 

16 

.06 

.06 

0.0 

2.3 

3 

Hills  Reservoir  at  Outlet 

0 

U3 

5.U 

3 

12 

.15 

.05 

.10 

0.0 

3.8 

3 

Hawley  Reservoir  at  Outlet 

0 

12 

5.7 

2 

15 

.07 

.05 

.10 

0.0 

3.3 

3 

Amethyst  Brook,  Outlet  of  Intake  Res. 

0 

31 

5.7 

1 

IP 

.13 

.05 

.08 

0.0 

3.2 

3 

And over 

Happett's  Pond,  Tat)  in  P.S. 

after  Treatment 

1 

18 

8.0 

25 

U9 

.0U 

.01 

.09 

0.3 

31. 

3 

Ashburnham 

Upper  Naukeag  Lake,  Tan  in  P.S. 

0 

5 

6.2 

2 

13 

.12 

.12 

.07 

0.0 

U.8 

3 

Ashfield 

Highland  Spring  Reservoir,  Tap 

2 

23 

6.9 

27 

38 

.10 

.01 

.22 

0.1 

3.9 

3 

• 

1 

A«rogM<rf  Owl  nal  *niljl«<rf  Surface  IMwtanM  far  Y«ar»  69 


City  or  Town 

Souroe 

Milligrams  per  Liter 

Turbidity 

Color 

a 

Alkalinity 

« 

Iron 

Manganese 

z 

< 

Nitrate  N 

Chlorides 

m 

2 

1 

^  - 

o 

• 

o 

» 

Athol 

Raw  Water  at  Filtration  Plant 

1 

30 

7.7 

12 

33 

AS 

.03 

.13 

0.1 

Uo. 

2 

Final  Effluent  at  Filter  Plant 

1 

2 

7.9 

2U 

55 

.11 

.17 

.05 

0.2 

39. 

3 

Tap  in  Town  Hall 

0 

0 

6,8 

25 

U7 

.oU 

.55 

.oU 

0.8 

18. 

3 

Attleboro 

Seven  Mile  River,  Inlet  to  Filters 

1 

15 

6.9 

11 

33 

.08 

.07 

.08 

0.1 

27. 

3 

Canal  Near  G.P.W.  W .Mansfield  (if  used  ) 

1 

28 

6.8 

17 

30 

.28 

.01 

.10 

0.0 

26. 

3 

Barre 

Reservoir,  Direct  Allen  Hills 

5 

25 

6.6 

8 

21 

.19 

.Oli 

.U2 

o.U 

15. 

u 

Bedford-Vets  Hos.  Tap  In  Hospital  (  MDC  SUPPLY  ) 

l 

5 

6.3 

it 

98 

.20 

.02 

o.U 

13. 

1 

Tap  in  Hospital  #2  Building 

l 

0 

6.U 

5 

22 

.22 

•OU 

.03 

0.5 

13. 

1 

Billerica 

Concord  River,  Opposite  P.S. 

3 

65 

6.9 

U 

U6 

.81 

.11 

D.U 

0.3 

38. 

3 

Raw  Water,  Outlet  of  Coagulation  Basin 

h 

15 

5.1i 

3 

Ui 

O.U 

.31 

.10 

0.3 

uu. 

3 

Tap  in  P.S.  -  Final  Effluent 

0 

7 

8.7 

31 

ia 

.02 

.13 

.08 

0.3 

U6. 

- 

3 

Analysis  of  the  Water  of  MUac  Water  Supplies 
Averages  of  Chemical  Analyses  of  Water  Sources  for  Year  19 


City  or  Town 

Source 

Milligrams  per  Liter 

W 

* 

Turbidity 

Color 

s 

o. 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

a 

| 
< 

Nitrate  N 

Chlorides 

No.  of  Samples 

Planford 

Long  Pond    -  Tap 

0 

10 

7.7 

7 

23 

•0U 

.01 

.05 

0.0 

1.5 

3 

"Yaintree 

Great  Pond,  Tan  on  Low  Lift  Pump 

2 

18 

6.7 

11 

Uo 

.0U 

.03 

.10 

0.5 

U6. 

3 

1 

3 

DO 

6 

Uo 

.0U 

.03 

.11 

0.5 

U9. 

3 

^inal  Effluent,  Tap  in  P.S. 

0 

0 

7.3 

26 

Uo 

.02 

.02 

.06 

0.5 

U8. 

3 

Hridgewater-NCI 

Taunton  River  Before  Filtration 

6 

77 

6.3 

11 

38 

1.0 

.15 

0.3 

0.9 

25. 

3 

Taunton  River  After  Filtration 

11 

78 

6.2 

11 

35 

1.1 

.15 

0.5 

o.U 

27. 

3 

'Yockton 

Avon  Reservoir,  Surface  near  Gatehouse 

1 

25 

6.3 

5 

36 

.26 

.06 

.15 

0.1 

61. 

2 

Silver  Lake,  at  Intake 

1 

9 

5.7 

2 

21 

.15 

.33 

.09 

0.0 

17. 

3 

Tap  on  System  in  Brockton 

1 

8 

7  )■ 

6 

20 

.17 

.0U 

.06 

0.1 

18. 

2 

Prookfield 

Cooley  Hill  Reservoir 

2 

6 

7.U 

Uo 

56 

.07 

.01 

.05 

0.7 

8.0 

U 

Cambridge 

Fresh  Pond 

1 

2U 

6.9 

33 

58 

.05 

.09 

.15 

0.5 

Uo. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surf  ace    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

>> 
•3 

>» 

it 

a 

iess 

ineae 

>nla  N 

z 

© 

ides 

\  Samples 

Turbi 

Color 

o« 

Alkali 

Hardr 

Iron 

Mangi 

i 

E 
< 

Nitrat 

Chlorl 

No.  ol 

Cohasset 

Raw  Vater  at  Filter  Plant  #U 

2 

80 

6.2 

8 

36 

0.6 

.06 

.27 

0.0 

30. 

3 

Filtered  water  at  filter  Plant  P.S. 

0 

10 

6.8 

Hi 

77 

.06 

.08 

.12 

0.0 

32. 

3 

Oolrain 

Fountain  Brook  Reservoir 

1 

5 

7.3 

5U 

67 

.0U 

.02 

.01 

0.0 

6.3 

3 

Concord 

^lagog  Pond  near  Gatehouse 

in 

7.U 

Q 

y 

?)i 

m 

.10 

_L 

'alton-Fire  Fist. 

Anthony  Frook 

0 

18 

5.3 

2 

8 

.10 

.13 

.11 

0.9 

1.5 

2 

Fgypt  Prook  Upoer  Reservoir 

2 

16 

5.3 

3 

11 

.20 

.07 

.11 

0.] 

1.5 

2 

Windsor  Reservoir 

2 

25 

6.0 

16 

17 

.20 

.13 

.10 

5.5 

2.3 

2 

P^w  V'fltPT  at  Fnt.Tanoe  to  Tank  Sett lei np 

2 

25 

6.h 

10 

17 

.23 

.08 

.16 

0.1 

2.2 

2 

Filtered  Water  at  Filtration  Plant 

3 

15 

6.6 

13 

21 

.07 

.02 

.11 

0.2 

1.6 

3 

Tap  in  Town 

1 

18 

6.7 

15 

25 

.05 

.23 

.13 

1.8 

3.0 

3 

D  alt  on -Water  Co. 

Reservoir  Direct 

0 

3 

7.2 

25 

33 

.02 

.02 

.02 

0.1 

1.3 

3 

Danvers-W  ater 

t  Sever 

Fiddleton  Pond  Direct 

1 

60 

6.5 

7 

21 

.08 

.02. 

.13 

0.1 

8.0 

■ 

3  i 

I 


Analysis  of  the  Water  436!  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  69 


1  iy  Ui  1UWII 

JUUIVC 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

1  anvers-V'ater 
P  Sewer 

Swan  pond  Direct 

3 

3P 

6.7 

Hi 

20 

.19 

.01 

.09 

0.0 

U.3 

3 

Emerscn  Prook  Direct 

1 

165 

c.7 

11 

31 

.5h 

.05 

.21 

0.0 

17. 

2 

l^arivers-Sta+e 
:!rsri'lal 

Tap  in  Purp  Nouse 

1 

h3 

6.3 

13 

U6 

.3h 

.17 

.17 

0.1 

ie. 

3 

Dartmouth 

Fixed  new  Bedford  &  Dartmouth  Water 
at  elevated  Tank 

0 

7 

6.3 

18 

133 

.01 

.01 

.oU 

o.5 

3.5 

3 

Dartrouth 

New  Bedford  Water*  Tap 

in  Allen  St.  P.S. 

2 

21 

6.8 

20 

29 

.111 

.01 

.10 

0.2 

13. 

3 

Deerf  ielri , 
V'.S.  Tist. 

Roaring  Prook  Res.  Tap 

in  Dist. 

0 

8 

7.1 

29 

51 

.Oh 

.01 

.02 

l.U 

8.8 

3 

Edpartown 

Treat  Pond  Near  P.S. 

Egreiront 

Goodale  prook  Res.  Tap 

in  Town 

0 

3 

7.1 

30 

31 

.02 

.02 

.OC 

0.0 

3.8 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surf  ace    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Turbidity 

Color 

X 

o. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Pa31  River 

Tan  in  Water  Vorks  Puilcing,  Bedford  St. 

2 

12 

6.5 

3 

30 

.13 

.0U 

.06 

0.0 

10. 

3 

North  Watunna  Pond 

1 

10 

6.ii 

3 

19 

.05 

.01 

.05 

0.0 

9.0 

3 

SO.  Watuppa  Pond  at  R.P.  Bridge 

32 

7.1 

13 

23 

.16 

.09 

.09 

0.0 

20. 

3 

Moquochoke  P.S.,  Industrial  Surrly 

1 

128 

5.9 

5 

15 

,6li 

.03 

.19 

0.1 

11. 

3 

Long  Pond,  Tap  in  P.S. 

0 

5 

6.6 

6 

13 

.02 

.02 

.00 

0.0 

13. 

3 

^itcbburg 

Falvlah  Brook  at  Shattuck  Reservoir 

1 

21 

6.3 

3 

15 

.23 

.02 

.13 

o.: 

5.8 

3 

Lovell  Reservoir  at  Can 

1 

8 

5.9 

2 

11 

.06 

.01 

.08 

0.0 

1.3 

3 

Meetinghouse  pond  at  Gatehouse 

1 

16 

6.5 

3 

15 

.16 

.01 

.09 

0.1 

6.0 

3 

3Coxx  rteservoxr  ai>  uaiciiouoc 

1 

10 

6.1i 

3 

13 

.07 

.00 

.08 

0.0 

b.7 

3 

Wachusett  Lake  at  Gatehouse 

0 

1C 

6.1 

3 

13 

.07 

.02 

.11 

0.0 

6.5 

3 

Tap  at  City  Hall,  Low  Service 

1 

11 

5.9 

2 

17 

.22 

.02 

.09 

0.0 

5.5 

3 

Tap  at  Water  Works  Shoo,  High  Service 

1 

7 

6.0 

3 

15 

.19 

.01 

.OP 

0.1 

5.5 

3 

Analysis  of  the  Water  of  N**c  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Yoar  W  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

S 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Cent' 

r  lT-CnDUrg 

riare  rieauow  ncservuir 

1 

23 

6  1 

*> 
z 

15 

•  UP 

#0  ( 

U.l 

3 

^rairdngham 

MDC  Station,  Tap  in  P.S.  Edgell  Rd. 

0 

6 

6.U 

7 

19 

.05 

0.1 

•oU 

0.1 

7.3 

3 

MTU"1    <5+a+-1r\ri      Tn«   -1  n  P   R      PI  «aa«iari+ 

rli'O    OUclT/JLOn,    1  dp    ±11   r«J«    r  XedSdllt  Cli 

0 

5 

6.1 

6 

15 

.01 

.02 

.Oh 

0.1 

7.5 

3 

MDC  Station,  Tap  in  P.S.  Grove  St. 

o 

< 

j 

6.3 

li 

19 

.02 

.02 

•0h 

0.1 

8.0 

3 

Gardner-Hater  ^etrt. 

Crystal  Lake  near  P.S. 

1 

20 

6.>4 

8 

23 

.18 

.05 

.15 

0.1 

19. 

3 

Perley  Brook 

1 

52 

5.8 

5 

15 

0.6 

.12 

.33 

0.1 

6.3 

3 

Gloucester 

Babson  Reservoir 

1 

38 

5.7 

3 

15 

.26 

.11 

.12 

0.0 

19. 

3 

Dike's  Brook  Res.  Surface  near 
Gatehouse 

1 

17 

5.2 

2 

11 

.28 

.28 

.05 

0.0 

12. 

3 

Haskell  Res.  Surface  near  Gatehouse 

1 

10 

5.5 

1 

15 

.10 

.29 

.09 

0.1 

32. 

3 

-  Fernwood  Lake 

2 

178 

5.0 

5 

17 

0.9 

.05 

.17 

0.0 

12. 

3 

Wallace  Reservoir 

1 

12 

5.7 

3 

9 

.21 

.07 

.0U 

0.0 

1U. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Water  Sources  for  Year  19 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

m 
a, 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

< 

Nitrate  N 

Chlorides 

No.  of  Samples 

Cont'd 
Gloucester 

Klondike  Quarry 

1 

8 

6.0 

h 

16 

.oh 

.02 

.03 

0.0 

16. 

3 

Tap  in  City 

1 

18 

5.5 

3 

29 

.17 

.10 

.08 

0.0 

23. 

3 

Gloucester  Water  Wks. 

Goose  Cove  Reservoir 

2 

ko 

6.U 

2 

1U 

.hi 

.22 

.15 

0.0 

15. 

3 

Gr.  Barrinpton  Wks. 

Long  Pond  near  Gatehouse 

1 

8 

7.5 

71 

87 

.02 

.01 

.10 

0.0 

2.2 

3 

Filtered  Water  at  Filtration  Plant 

0 

2 

7.2 

76 

93 

.00 

.01 

.02 

0.2 

2.2 

3 

Gr.  Parrington  Fire  D. 

East  Mountain  Reservoir 

1 

7 

7.3 

30 

39 

.03 

.00 

.03 

0.0 

1.8 

3 

Gr.  Barrington  Fire  D. 

Infiltration  Gallery,  Tap  in  P.S. 

0 

0 

7.2 

82 

99 

.00 

.01 

.02 

0.5 

6.2 

3 

Green  Rvr.  opposity  infiltration 
Gallery 

0 

3 

7.U 

76 

93 

.01 

.00 

.01 

0.14 

6.7 

3 

Greenfield  Pub.  Wks. 

Glen  Brook  Upper  Reservoir 

1 

7 

6.9 

36 

U5 

.03 

.01 

.03 

0.3 

u.e 

3 

Greenfield  Filter  PI. 

Raw  Water 

1 

8 

7.0 

36 

56 

.05 

.01 

.05 

0.3 

5.5 

3 

Settled  Water 

1 

7 

6.9 

37 

U8 

.08 

.03 

.07 

0.3 

U.8 

3 

Outlet  of  Filters 

0 

2 

6.7 

3U 

hh 

.00 

.01 

.01 

■ 

o.U 

1 

5.5 

* 

3 

Analyeia  of  fee  Water*  MMto  Water  Sm*>Ue« 
M— I g»«TO— lOll  A—If— «t  Surface  Water  Soaroes  for  Year  W  69 


City  or  Town 

I 

Sou  roe 

Turbidity 

Color 

B 

o. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

a 

| 

Iron 

a 

I 

z 

<. 

Nitrate  N 

Chlorides 

(  Cent'  ) 

r.reenfld  Filler  PI. 

Tap  in  Town 

3 

16 

6.8 

27 

52 

.3U 

.01 

.05 

o.U 

83 

3 

ax  t  n  <? j.u 

■Riinn-lnff  ("hitter  Brk-  Res.  Tan  in  Twn 

,  u 

t 

z> 

7.2 

.37 

hi 

.01 

.01 

U  .  7 

"i.  7 

■3 
J 

M^llvflTp  Rp^ervnlT*     Tan  in 

1 

57 

7.0 

23 

35 

.15 

.01 

.29 

0.1 

21. 

3 

Crystal  Lake,  Near  Intake 

1 

20 

6.9 

9 

2U 

.03 

.02 

.10 

0.1 

7.3 

3 

Kenoza  Lake,  Tao  in  P.S. 

1 

15 

6.9 

JJ. 

29 

.01 

.07 

u  .u 

J-  (  • 

■a 

Johnson's  Pond,  Tap  in  P.S. 

1 

17 

7.0 

lh 

27 

.0: 

.01 

.08 

0.0 

13. 

3 

Gale  Hill  Reservoir,  Outlet 

1 

12 

7.2 

11 

33 

.0U 

.01 

.08 

0.0 

15. 

3 

HinRhair 

Accord  Pond  at  Gatehouse 

1 

10 

5.9 

2 

18 

.18 

.06 

.06 

0.0 

31. 

1 

Hinsdale 

Reservoir  from  Tap 

0 

0 

5.2 

1 

13 

.Oh 

.03 

.01 

0.0 

1.3 

3 

Hold en 

Muschopauge  Lake-Tan  in  Town 

1 

7 

7.1 

6 

19 

.05 

.01 

.07 

0.0 

6.3 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surf  ace    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligra 

tns  per  Liter 

Turbidity 

Color 

X 

A 

Alkalinity 

Hardness 

Iron 

Manganese 

1 
< 

Nitrate  N 

Chlorides 

No.  of  Samples 

''olyoke 

Manham  Reservoir,  Outlet 

1 

23 

7.0 

7 

13 

.06 

•  01 

.11 

U.U 

9  0 
C  t  c 

Hugh  McLean  Res,  Surface  near  Gateh. 

1 

lo 

6.8 

Q 
O 

20 

r\\. 

•0U 

•  Ul 

.05 

U  •  J. 

O.J 

j 

White  Res.  Surface  near  Gatehouse 

1 

10 

7.0 

8 

1U 

.02 

.01 

.10 

0.2 

1.8 

2 

lwr«-i  0V1+  Rr  AsViTev  Pr>nri<?  npar  Ga+ehouse 

1 

8 

7.1 

18 

28 

.06 

.01 

.03 

0.0 

5.7 

3 

Whiting  St.  Res.  near  Gatehouse 

1 

12 

7.U 

19 

31 

.05 

.00 

•OU 

0.0 

13. 

3 

Hudson 

Gates  Pond  near  Gatehouse 

2 

13 

6.9 

8 

22 

.10  , 

.00 

.06 

0.0 

6.7 

3 

Fesgate  Brook 

2 

205 

o.o 

5 

U3 

.25 

.19 

.11 

o.U 

9.0 

2 

Ipswich 

Bull  Brook  Res.  near  Gatehouse 

Ipswich  Water  Dept. 

Dow's  Brook  Res.  near  Gatehouse 

1 

28 

6.9 

18 

38 

.12 

.02 

.10 

0.0 

1U. 

3 

Lawrence 

Tan  at  Experiment  Station 

2 

5 

7.0 

10 

ue 

.25 

.01 

.3U 

o.5 

17. 

2 

Merrimack  R.  Intake  at  Filter  Plant 

12 

35 

6.6 

7 

19 

.61 

.01 

.62 

0.3 

12. 

2 

Analysts  of  the  Water  «rf  MMc  Water  Sullies 
Averages  <rf  ChsmtaaJ  AMlywm  afcurf ace    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

S 

Ok 

Alkalinity 

Hardness 

Iron 

Manganese 

SB 

40 

< 

Nitrate  N 

Chlorides 

No.  of  Samples 

(  Cont'd  ) 

Lawrence 

Coagulated  &  Settled  Water  as 
applied  to  Rapid  Sand  Filters 

3 

6 

5.8 

1 

29 

.06 

.01 

.52 

o.U 

18. 

2 

Effluent  Raoid  Sand  Filters 

2 

8 

5.7 

2 

30 

.08 

.01 

.35 

o.U 

16. 

3 

Outlet  of  Distributing  Res. 

7 

18 

6.8 

7 

UU 

0.9 

.01 

.h0 

0.5 

18. 

2 

Tap  at  Water  Dept.  Shop 

2 

11 

6.9 

8 

111 

0.8 

.02 

.25 

0.7 

17. 

2 

Lee 

Basin  Pond  Brook 

1 

57 

6.7 

9 

18 

.17 

.01 

.23 

0.1 

1.2 

3 

Codding  Brook,  Upper  Reservoir 

1 

7 

7.0 

lew 

27 

Ul 

.03 

.01 

.06 

0.1 

2.0 

3 

Codding  Brook,  Lower  Res. 

1 

13 

6.9 

17 

27 

.18 

.03 

.09 

0.0 

1.7 

3 

Leicester -Rochdale 
Water  Dent. 

Hens haw  Pond,  Direct 

1 

22 

6.7 

11 

31 

.11 

.00 

.19 

0.1 

29. 

3 

Leicester-Rochdale 
Water  Dent. 

Filtered  Water,  Tap  in  P.S. 

0 

22 

6.5 

10 

31* 

.02 

.00 

.06 

0.2 

3U. 

3 

Analysis  of  the  Water  of  MUe  Water  Supplies 
Averages  of  Ctaeosiosi  Analyses  of  Surface  Wsssr  Sources  for  Year  19  69 


City  or  Town 

Source 

Milllgra 

bos  per  Liter 

Turbidity 

Color 

s 

o. 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

«s 
c 

< 

Nitrate  N 

Chlorides 

No.  of  Samples 

Lenox 

Lower  Root  Res.  near  Gatehouse 

1 

5 

7.7 

57 

61 

.02 

.01 

.oU 

0.0 

1.0 

2 

Woolsey  Res.,  near  Gatehouse 

1 

5 

7.6 

36 

UU 

.02 

.02 

.oU 

0.0 

1.0 

2 

Leominster 

Fall  Brook  Res.  Surface 

0 

7 

6.1 

3 

16 

.06 

.03 

.06 

0.0 

U.5 

3 

Simonds  Pond  Raw  Water 

1 

20 

5.6 

2 

11 

.12 

.05 

.13 

0.0 

6.3 

3 

Simonds  Pond  Final  Effluent 

1 

5 

9.0 

19 

26 

•0U 

•  0U 

.06 

0.0 

7.5 

3 

Distributing  Res.  near  Gatehouse 

1 

3 

7.2 

3 

13 

.08' 

.02 

.OU 

0.0 

U.2 

3 

Lincoln 

Sandy  Pond  near  Gatehouse 

1 

9 

6.3 

2 

16 

.oU 

.oU 

.07 

0.0 

6.8 

U 

Lowell 

Raw  Water,  Merrimac  River 

U 

35 

7.2 

9 

18 

.30 

.03 

.67 

0.2 

18. 

2 

Outlet  of  Settling  -tank  before 
Filtration 

2 

10 

6.3 

7 

20 

.19 

.03 

.Ui 

0.3 

16. 

2 

Filter  Effluent 

0 

3 

7.3 

9 

21 

.03 

.05 

.U2 

0.3 

3U 

2 

Tap  in  City,  6th  St.  Meter  Shop 

0 

8 

8.0 

16 

17 

.03 

.01 

.38 

0.3 

35. 

2 

Ludlow 

Tap  in  Town,  Ludlow 

1 

5 

6.5 

6 

2U 

.02 

.01 

1 .02 

0.0 

12. 

2 

Analysis  of  the  Water  of  MUc  Water  Supplies 
Averages  of  Chemical  Analyses  of  Stir f  ac  e  Water  Sources  tor 


Year  1*69 


City  or  Town 

Source 

Turbidity 

Color 

as 
o. 

Milligrams  per  Liter 

00 

® 

1 

o 

• 

o 
Z 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

flfl 

1 
< 

Nitrate  N 

Chlorides 

Lynn 

Birch  Pond,  near  Gatehouse 

2 

15 

7.0 

17 

39 

.07 

.09 

.13 

0.0 

32. 

3 

Breeds  Pond,  surface  near  Gatehouse 

2 

30 

7.0 

27 

59 

.16 

.03 

.15 

0.1 

51. 

3 

Hawkes  Pond  near  Gatehouse 

u 

Od 

7.0 

Oj. 

of 

oo 
•  cc 

.26 

U.l 

oy» 

3 

Walden  Pond  surface  near  Gatehouse 

X 

Uj 

7.1 

9). 

no 

.114 

U.l 

l.o 

3 

Saupus  River  at  Intake  to  Lynn 

Water  Works 

2 

65 

7.0 

66 

87 

.U3 

.17 

.31 

0.0 

61. 

3 

Iosvich  River  at  Intake 

u 

77 

6.8 

15 

U6 

1.0 

.07 

.29 

o.U 

36. 

3 

Tan  in  City 

1 

37 

6.7 

22 

57 

.62 

.12 

.17 

0.1 

50. 

3 

Manchester 

Gravel  Pond,  surface  near  Intake 

1 

15 

6.5 

8 

18 

.11 

.01 

•07 

0.0 

16. 

2 

Gravel  Pond,  ?ao  in  P.S.  (Treated) 

1 

7 

6.5 

P 

21 

.3U 

.01 

.02 

0.0 

22. 

3 

Marlborough 

Millham  Brook  Res.  near  P.S. 

2 

22 

6.U 

11 

ia 

.26 

.08 

.08 

0.1 

hO. 

3 

Lake  Williams  near  P.S. 

1 

6 

6.5 

11 

37 

.02 

.01 

.07 

0.0 

72. 

3 

MDC  Supply 

0 

8 

6.7 

6 

13 

.01 

.01 

.07 

0.0 

7.0 

3 

Analysis  of  tbe  Water  of  PttfaUc  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  lor  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Maynard 

White  Pond  near  Gatehouse 

2 

10 

6.9 

7 

22 

.08 

.00 

.00 

0.0 

7.5 

1 

VI  _  J  f  j  -,"1 

"arm  rona  near  uatenouse 

0 

3 

A  7 

22 

2l» 

.03 

.02 

.03 

0.1 

7.5 

2 

Methuen 

Tap  in  Town,  Lawrence  Supply 

1 

7 

6.8 

12 

U6 

.Oh 

.01 

.16 

0.7 

19. 

3 

Metropolitan 
v  r  raminpnani  ,/ 

rraimngnam  ties  •  w i ,  near  uaxenouse 

2 

18 

A  7 

13 

32 

.08 

.07 

.11 

0.1 

32. 

3 

ouuDury  nes.  ouriace  near  uaxenouse 

3 

25 

7  T 

13 

36 

.08, 

.05 

.13 

0.1 

20. 

3 

j3l  Vara   PrwkfNlf   F.'P'Pl  non+ 

0 

5 

o.u 

18 

5U 

.00 

.28 

.08 

0.1 

88. 

1 

TaTininal  ChambeT.  Chest,nirfc  Hill- 
Gatehouse  No  #2 

1 

8 

6.9 

10 

29 

.0U 

.01 

.09 

0.1 

12. 

3 

Weston  Reservoir  at  Gatehouse 

1 

10 

6.8 

6 

19 

.02 

.01 

.03 

0.1 

8.0 

3 

Nortunbega  Res,  at  Outlet 

0 

10 

6.6 

6 

1U 

.03 

.01 

.08 

0.1 

8.2 

3 

Met. -Clinton 

Entrance  to  Aqueduct  in  Power  Hs. 

1 

5 

6.5 

5 

16 

.02 

.01 

.07 

0.1 

6.7 

3 

Quianpoxet  River  above  Dam  at 
Oakdale 

1 

33 

6.5 

6 

17 

.16 

.01 

.21 

0.2 

11. 

3 

Analysis  of  the  Water  of  PWfaUc  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

0, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

(Cont'd) 

Met. (Clinton) 

Stillwater  Rvr.  just  above  high 
water  mark  of  Reservoir 

1 

22 

6.6 

8 

23 

.10 

.01 

.17 

0.8 

8.3 

Gates  Brook  just  above  Reservoir 

0 

13 

7.0 

29 

77 

.03 

.01 

.10 

1.7 

68. 

Met.  (  Belcher town  ) 

Quabbin  Res.  in  or  near  Tunnel  Intk 

1 

6.6 

1 

U 

13 

.ou 

.05 

.06 

0.0 

3.5 

Ware  River  at  Shaft 

2 

68 

6.U 

6 

16 

0.7 

.01 

.29 

0.0 

6.8 

Met.  (  Stoneham  ) 

Sport  Pond  from  Gatehouse 

0 

8 

6.6 

18 

.oU 

.01 

.06 

0.1 

8.3 

Met.  (  Revere  ) 

Tap  in  Revere 

2 

10 

6.5 

6 

U2 

.30 

.01 

•oU 

0.2 

8.0 

Met.  (  Quincy  ) 

Tap  in  Quincy 

1 

13 

6.7 

7 

38 

.ik 

.00 

.03 

0.2 

9.0 

Metro.  (State  House) 

Tap  at  600  Washington  St. 

1 

8 

6.7 

6 

17 

.12 

.01 

.15 

0.2 

9.0 

Milford 

Charles  River  Inlet  to  Filters 

1 

17 

6.6 

7 

21 

.21 

.01 

.09 

0.1 

9.0 

Wells  &  Outlet  of  Filters,  Tap  in 

P.S. 

1 

5 

7.1 

2U 

21 

.30 

.01 

.01 

0.2 

11.. 

Analysis  of  tike  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Q, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

f'onroe 

Raw  Water  at  Filter  Plant,  Tap 
filtered  Water  at  Filter  Plant, 

1 

10 

6.7 

10 

18 

.05 

.01 

.05 

0.1 

3.0 

3 

Tan,  Clear  Well 

0 

0 

6.6 

13 

19 

.02 

.01 

.03 

0.1 

3.8 

3 

Hons on 

Ingalls  Brook  Near  Diversion  Dam 

Conant  Brook  Res.  at  Dam 

1 

Uo 

6.8 

5 

19 

.Hi 

.oU 

.09 

0.1 

3.7 

3 

Montague 

Lake  Pleasant,  Direct 

1 

5 

6.U 

a 

Hi 

.06 

.02 

.03 

0.0 

3.0 

2 

Needham 

Tap  In  P.S.  Hultman  Aqueduct 

0 

5 

6.5 

7 

16 

.03 

.01 

.16 

0.0 

8.0 

3 

Mew  Bedford 

Gr.  Quitticas  Pond.  Surface  near 

Outlet  to  Little  Quitticas  Pond 

1 

30 

6.5 

h 

13 

.10 

.01 

.05 

0.0 

11. 

3 

Little  Quitticas  Pond,  at  Intake 

1 

23 

6.3 

3 

12 

.10 

.01 

.06 

0.0 

11. 

3 

High  Hill  Reservoir  at  Outlet 

1 

15 

6.6 

10 

13 

.09 

.00 

.06 

0.0 

13. 

3 

Long  Pond,  Unper  End 

2 

U3 

6.2 

3 

13 

.20 

.03 

.10 

0.0 

13. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surf  ace    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Turbidity 

Color 

q. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

(  Cont'd  ) 

New  Bedford 

Tap    in  P.S. 

X 

J-0 

6.6 

i  n 
XU 

•  XU 

•  vJl 

•  U  1 

xo. 

J 

Tap  in  City  Hall 

o 

c 

6.6 

11 

T  0 

.  cl 

m 

•  U  f 

n  n 

Ill 

■3 
J 

Newburynort 

Artichoke  River,  Intake  at  Upr.  Cam 

1 

35 

6.8 

23 

30 

.22 

.01 

.12 

0.0 

16. 

3 

Mixed  Raw  Wtr.  Applied  to  Filter 

2 

37 

6.6 

21 

33 

.26 

.02 

.1U 

0.0 

17. 

3 

Tap  in  Main  P.S.  (  Final  Water  ) 

2 

20 

6.7 

23 

7k 

.28 

.01 

.08 

o.5 

26. 

3 

Tap  at  City  Hall 

2 

13 

6.6 

2h 

52 

.22 

.01 

.09 

o.U 

21*. 

3 

vorth  Adams 

Froad  Brook  Above  Intake 

0 

U 

7.1 

33 

Ui 

.01 

.00 

.08 

0.1 

0.5 

3 

James  Pro  ok 

0 

8 

7.3 

hh 

U2 

.00 

.00 

.05 

0.0 

0.5 

3 

Mt.  Williams  Reservoir 

0 

$ 

7.U 

61 

80 

.00 

.00 

.08 

0.1 

2.3 

3 

Notch  Brook  Reservoir 

1 

7 

7.7 

58 

72 

.01* 

.00 

.17 

0.0 

0.5 

3 

North  ^ndover 

Great  Pond,  Tap  in  P.S. 

1 

10 

7.5 

17 

37 

.02 

.01 

.02 

0.1 

18. 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  water  Sources  for  Year  V9  69 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

North  air.pton 

Middle  Res.  Roberts  Meadow  Brook 

U.5 

npor"  Ga+.ehouse 

1 

7.1 

18 

27 

.32 

.00 

.11 

0,0 

3 

Mt.  St.  Res.  Surface  near  Gatehouse 

1 

9 

7.2 

15 

23 

.07 

.01 

.05 

0.0 

2.7 

3 

Lower  Reser  "voir— Raw  Water 

h 

U5 

6.6 

5 

7li 

.2U 

.02 

.18 

0.6 

e.o 

1 

Final  Effluent  of  Filters 

North  Brookfield 

Boane  Pond  near  Gatehouse 

2 

33 

6.5 

10 

19 

.15 

.09 

.19 

0.0 

11. 

3 

North  Pond  Near  Gatehouse 

1 

17 

6.5 

7 

18 

.22 

.05 

.15 

0.0 

8.2 

3 

Northfield  Wtr.Bist. 

Minot  Brook  Res.  -Tap  in  Town 

Northfield  Sch.  Inc.  Upper  Reservoir  on  Louisiana  Brook 

0 

8 

6.6 

10 

17 

.06 

.01 

.03 

0.1 

1.3 

3 

Northfield  Seminary-Tap 

1 

10 

6.8 

11 

21 

.10 

.01 

.oU 

0.1 

l.P 

3 

Orange 

Coolidge  Brook  Reservoir 

1 

ho 

6.5 

6 

20 

.11 

.00 

.Hi 

0.3 

lu8 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 

Ok 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Palmer  Village 

Hamilton  Reservoir 

1 

10 

6.P 

16 

16 

.13 

.01 

.05 

0.1 

12. 

3 

Vol  may    (    'PMt'O  PI  o+  ) 

Graves  Brook  -  Upper  Reservoir 

1 

18 

A  7 

8 

15 

0.1; 

.00 

.07 

0.3 

5.0 

3 

Graves  Brook  -  Lower  Reservoir 

1 

5 

6.5 

9 

16 

.21 

.03 

•oU 

0.1 

3.2 

3 

Pav+  on 

AsnebumsV'i'fc  Pond  near  P.S. 

1 

13 

6.3 

7 

32 

.10 

.03 

.11 

0.2 

29. 

2 

Spring  Basin  -  Tap  in  P.S. 

1 

12 

6.1 

7 

32 

.20 

•oU 

.08 

0.5 

m. 

1 

Peabody 

Spring  Pond  near  Gatehouse 

1 

20 

6.7 

26 

58 

•0U 

.07 

Ji£ 

o.U 

72. 

3 

Suntaug  Lake  near  Gatehouse 

1 

25 

6.7 

15 

U9 

.05 

.02 

.Hi 

0.1 

m. 

3 

rlttSJ  leici 

Asnj.ey  xjtook  Kes.  ax  uaxenouse 
Mill  Brook  Res.  at  Gatehouse 

1 

kh 

o.y 

32 

as 

.10 

.00 

.13 

0.1 

1.3 

3 

Roaring  Brook,  open  conduit  at  outlet 

1 

ko 

6.1 

5 

.23 

.02 

.13 

0.1 

1.2 

3 

Sackett  Brook  R©s.  at  Gatehouse 

1 

17 

6.9 

39 

U7 

.06 

.00 

.05 

o.l 

2.3 

■ 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surf  ace    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Turbidity 

Color 

Milligrams  per  Liter 

No.  of  Samples 

s 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

Nitrate  N 

Chlorides 

Cont'd 

Pittsfield 

Cleveland  Brook  Res.  near  Gatehouse 

2 

30 

7.0 

20 

30 

.27 

.13 

.07 

0.1 

U.5 

2 

Tap  in  City  Hall 

c 

23 

6.8 

10 

•  0  ( 

.10 

5 

Plymouth 

Great  South  Pond  near  Outlet 

1 

3 

7.2 

9 

30 

.05 

.02 

.10 

0.0 

16. 

2 

Little  South  Pond  near  Outlet 

1 

2 

6.7 

3 

17 

.01 

.01 

.05 

0.1 

9.0 

3 

Randolph 

Great  Pond-Raw  Water 

1 

5 

6.U 

8 

36 

.08 

.08 

.08 

0.9 

53. 

1 

Gr.  Pond-Outlet  of  Coagulation  Basin 

1 

5 

6.U 

10 

50 

.06 

.02 

.08 

0.9 

50. 

1 

Great  Pond-Final  Effluent 

0 

5 

7.6 

32 

U2 

.00 

.02 

.06 

0.9 

51. 

1 

Rockport 

Upper  Carlson's  Quarry,  Tap  in  P.S. 

1 

5 

5.9 

6 

18 

.10 

.01 

.03 

0.1 

21. 

3 

Cape  Pond,  Raw  Water  from  Tap  in  P.S. 

3 

33 

5.8 

h 

21 

o.e 

.29 

.09 

0.1 

52. 

2 

Final  Effluent,  Tap  Filter  Plant 

1 

10 

7.9 

12 

U8 

.05 

.12 

.19 

0.0 

U9. 

2 

Russell 

Black  Brook  Res,  Before  Filtration , Tap 

1 

19 

6.1* 

9 

.13 

.01 

.12 

0.0 

1.7 

3 

- 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  6 9 


City  or  Town 

Source 

Turbidity 

Color 

as 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

(  Cont'd  ) 

Russell 

BlacV  Brook  Res?  After  Filtration,  Tap 

2 

20 

6.6 

10 

13 

.06 

.01 

.lh 

0.0 

1.8 

3 

rtut-ianc 

Muschopauge  Lake  near  P.S, 

0 

3 

6.7 

5 

19 

.03 

.02 

.09 

0.0 

6.5 

3 

Salem 

Putnaiwille  Reservoir 

2 

25 

6.5 

10 

3U 

.18 

.01 

.11 

0.1 

20. 

3 

Longhain  Res.  at  Entrance  to  Wenham  Lake 

2 

123 

6.3 

12 

29 

1.0 

.03 

.26 

0.1 

31. 

3 

Wenham  Lake  Filtration  Plant-Raw  Water 

h 

32 

6.U 

16 

hi 

.21 

o.l> 

.39 

0.2 

29. 

3 

Outlet  of  Coagulation  Basin 

3 

16 

6.3 

10 

U7 

.08 

.16 

.11 

0.2 

31. 

3 

Final  Effluent-Tap  in  Salem  Filtration 

Plant 

1 

8 

6.6 

15 

59 

.06 

.03 

.08 

0.2 

36. 

3 

Shelbume 

fox  crook  Intake  Reservoir,  Direct 

0 

h 

7.5 

32 

111 

.02 

.00 

.03 

0.1 

i.e 

3 

South borough 

New  Station  MDC  aqueduct 

1 

5 

6.7 

3 

22 

.10 

.01 

.06 

0.1 

6.0 

6 

Souther idge 

Hatchet  Brc-k  Reservoir  #3-Pirect 

1 

12 

6.3 

19 

.15 

.02 

.07 

0.0 

2.8 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Manganese 

z 

iples 

■ 

00 
m 

No.  of  San 

Turbldi 

Color 

Alkalini 

Hardnet 

Iron 

Ammon! 

Nitrate 

Chloride 

Cont'd 

1 

1 

Southbridge 

Hatchet  Brook  Reservoir  #U-Pirect 

1 

11 

6.3 

h 

18 

.15 

.01 

.09 

0.0 

3.0 

3 

Hatchet  Brook  Reservoir  #5-Pirect 

1 

9 

5.9 

2 

13 

.1U 

.03 

.05 

0.0 

2.8 

3 

H2 

So.  Vhdley  pire  Pist. Elmer  Brook  -  Filtered 

1 

#1 

So.  Hadley  F.  Pist. 

Leaning  Well  Reservoir  near  Gatehouse 

2 

15 

6.7 

12 

23 

.21 

.01 

.07 

0.2 

9.0 

2 

Spencer 

Shaw  Pond,  Tap  in  Town  House 

1 

a 

6.3 

2 

15 

.11 

.01 

.05 

0.0 

U.8 

3  ' 

Springfield 

Gobble  Mt.  Reservoir,  Surface  at  Earn 

1 

16 

6.7 

h 

19 

.08 

.01 

.07 

0.1 

13. 

3 

W.  Parish  filters,  Inlet  "to  Pedimentat 

Basin 

1 

Hi 

6.6 

h 

18 

.13 

.03 

.11 

0.1 

13. 

3 

W.  Parish  Filters,  Final  Effluent  & 

Filters 

0 

9 

6.3 

3 

21 

.07 

.01 

.09 

0.1 

1U. 

3 

Ludlow  Res.  Before  Filtration 

1 

17 

6.5 

6 

21 

.05 

.01 

.09 

0.0 

11. 

3 

Ludlow  Res.  After  Filtration 

1 

h 

6.3 

3 

25 

.03 

.02 

.07 

0.1 

12. 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  surface   Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

(x 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

Stockbridge 

Lake  Averic  near  P.S. 

-L 

i  n 

7.2 

PP 

op 

• -O 

00 

0  7 

j  0 

1 
1 

C  | 

Sunderland 

Saw  Mill  Reservoir,  Direct 

0 

k 

7.3 

U5 

56 

.Ok 

.01 

.01 

0.0 

3.2 

3  j 

Tap  in  Town  (  Filtered  Water  ) 

0 

2 

9.2 

132 

53 

.05 

.01 

.08 

0.1 

217. 

3 

Svarrnscott 

MDC  Supply  -  Tap  in  Tovm 

1 

h 

6.5 

5 

17 

.05 

.00 

.oh 

0.1 

11. 

1 

3 

Taunton  St.  Hosn. 

Tap  in  Hosnital 

1 

$ 

6.6 

2 

18 

.20 

.00 

.05 

0.0 

13. 

3 

TaiTtton  W,  Works 

Assawomrsett  Pond  near  Gatehouse 

1 

1U 

6.7 

3 

13 

.08 

.01 

.13 

0.0 

12. 

3 

Elder's  Pond  near  Gatehouse 

1 

8 

6.5 

2 

13 

.oU 

.01 

.11 

0.0 

12. 

3 

Long  Pond  (at  entrance  to  Assawompsett 

Pond  ) 

2 

33 

6.0 

3 

13 

.21 

.03 

.17 

0.1 

16. 

3 

Taunton 

Tap  in  City  Hall 

1 

8 

5.8 

2 

15 

.13 

.03 

.10 

0.0 

12. 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surf  ace    Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

No.  of  Samples 

L  ciUJ   v  v  x .    *)  di  I  1  X     »»U1  rvo 

f  *1  1  +  pr    T^a  eiri 
*  HL-Ci  I3d.OJ.il 

d. 

p 

c 

d 

JLC 

m 
.U± 

•  Jo 

o  o 
V,d 

J-O. 

) 

11  Uo'JcL-  I*    tl.LJ._L    J-'-LO  l«I  XUUblUll    vJll    it" o  « 

0 

6 

U  »  J- 

2 

15 

.10 

.02 

.12 

0.0 

13. 

3 

Tisbury 

Lake  Tashmoo  near  P.S. 

0 

1 

6.5 

7 

37 

.05 

.00 

.02 

o.5 

35. 

3 

Wakefield 

Crystal  Lake,  Raw  LTater 

3 

18 

.7.0 

19 

U6 

.10 

.oh 

.13 

0.U 

29. 

3 

Final  Affluent,  of  Sand  Filters 

1 

6 

7.0 

20 

55 

.02 

.01 

.07 

0.7 

31. 

3 

Tap  in  Public  Works  Building 

1 

5 

6.8 

10 

29 

.1U 

.01 

.01 

0.3 

17. 

3 

Warehain  (  Onset  ) 

Johnathan  Pond 

0 

3 

6.8 

h 

13 

.02 

.00 

.03 

0.0 

9.5 

3 

V'estborouph 

Sandra  Pond,  Tap 

1 

10 

6.6 

3 

35 

.11 

.00 

.12 

0.1 

65. 

3 

Westfield 

Kontgomery  Res.  near  Gatehouse 

1 

50 

6.8 

5 

13 

.13 

.02 

.18 

0.0 

5.5 

2 

Granville  Res.  Surface  at  Dam 

1 

9 

6.6 

U 

9 

.13 

.01 

.07 

0.0 

u.e 

2 

Analysis  of  the  Water  of  Mbtfe  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  69 


Citv  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

ft 

Alkalinity 

Hardness 

Iron 

Manganese 

2 

a 
o 

S 

& 

< 

Nitrate  N 

Chlorides 

No.  of  Samples 

West field 

Tekoa  Reservoir,  near  Gatehouse 

2 

Uo 

6.6 

h 

10 

.1*2 

.01 

.15 

0.0 

U.3 

2 

Sackett  Reservoir,  near  Gatehouse 

2 

12 

6.3 

5 

8 

.26 

.00 

.08 

0.0 

7.5 

1 

V'es+ri.nster 

Meetinghouse  Pond,  Tap  in  Town 

2 

12 

6.h 

3 

20 

.22 

.oh 

.08 

0.1 

5.3 

2 

y est  NTewbury 

Tap  in  Town,  Haverhill  Supply 

esxon 

1 

5 

A  7 

h 

20 

.03 

.00 

0.1 

8.3 

3 

v. est  ■  .'prinpi  ie±a 

rear  iioj.e  ct^ok  ttes.  it  aw  ^aT,er 

2 

12 

7  K 

U5 

70 

.11 

.15 

.11 

0.0 

22. 

3 

Rear  Hole  Brook  Reservoir,  Filtered 

0 

7 

7.5 

U9 

73 

.01 

.01 

.oh 

0.1 

20. 

3 

Tap  in  Town 

1 

3 

7.6 

38 

66 

.07 

.01 

.03 

1.3 

lh. 

3 

'West  Stockbrid^e 

East  Mountain  Res.  Direct 

0 

7 

7.0 

15 

31 

.01 

.00 

.03 

0.2 

0.8 

3 

Weymouth 

Great  Pond,  Tap  on  Low  Lift  Punro 

6 

65 

6.0 

h 

25 

1.0 

.55 

J  .29 

0.3 

17. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  69 


City  or  Town 

Source 

Turbidity 

Color 

o. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

(  Cont'd  ) 

,>'e,/TT'out,h 

Coagulated  Water— Entrance  to  Filters 

2 

22 

6.1 

3 

37 

.07 

0.6 

.17 

0.3 

19. 

3 

Final  Effluent,  Tap  in  P.S. 

0 

3 

6.5 

9 

hi 

.00 

.25 

.Hi 

0.3 

17. 

3 

'"'illiamsburg 

Unquemonk  Brook  Res.  Tap  in  Town 

1 

6 

6.7 

16 

20 

.15 

.00 

.05 

0.0 

a.3 

3 

V/illiamstown 

Paul  Brook 

0 

3 

7.5 

2U 

39 

.01 

.00 

.oU 

o.U 

2.3 

3 

Rattlesnake  Brook  Reservoir 

0 

h 

7.7 

7U 

PU 

.01 

.00 

.05 

0.0 

1.5 

3 

Tan  in  Town.  Hiph  Service 

1 

3 

7.7 

77 

89 

.02 

.00 

.03 

0.2 

2.5 

3 

"inchendon 

T'toper  Naukeag  Lake,  Tap  in  P.S. 

2 

15 

5.6 

1 

10 

.U7 

.12 

.oh 

0.0 

U.O 

1 

Winchester 

North  Reservoir 

1 

5 

6.7 

h 

22 

.09 

.01 

.oU 

0.1 

5.2 

3 

Middle  Reservoir 

2 

11 

6.5 

k 

22 

.Ik 

.02 

.08 

0.1 

8.3 

3 

'SO.  Reservoir  near  Gatehouse 

1 

3 

6.U 

h 

23 

.07 

.02 

.08 

0.1 

6.8 

3 

Tap  on  High  Service-MDG  Supply 

1 

10 

9.5 

35 

21 

.06 

.01 

.13 

0.2 

7.8 

3 

Analysis  of  the  Water  of  Mfaftic  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for 


Year  19  69 


City  or  Town 

Source 

Turbidity 

Color 

s 

a 

Milligrams  per  Lite 

r 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

j  Nitrate  N 

Chlorides 

V.' churn 

Horn  Pond  near  P.S. 

2 

15 

7.9 

32 

81 

.09 

.08 

.09 

0.6 

98. 

3 

"'orcester 

Holden  Reservoir  #2  Lower 

1 

15 

6.6 

h 

20 

.15 

.05 

.08 

0.0 

6.0 

3 

Kendall  Reservoir 

1 

15 

6.5 

h 

18 

.20 

.05 

.12 

0.1 

6.0 

3 

Pine  Hill  Reservoir 

u 

lo 

6.8 

7 

23 

0.5 

.02 

.13 

0.2 

ft  O 

c.3 

3 

Quinaooxet  Reservoir 

2 

33 

6.6 

5 

22 

0.6 

.09 

.19 

0.0 

6.8 
i_ — — - 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  IStfO 


1    City  or  Town 

Source 

Turbidity 

Color 

X 
ft 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Abington 

G.  P.  Well  #2  -  Walnut  St. 

3 

UO 

6.1 

2U 

5U 

1.0 

.68 



1.0 

35. 

1 

Abington-Rockland 

G.  P.  Well  #1  -  Pembroke 

7 

15 

6.2 

20 

52 

1.2 

.36 

.19 

0.0 

102. 

28. 

2 

G.  P.  Well  #3  -  Pembroke 

0 

5 

6.3 

2U 

2c0 

.lh 

.16 

0.0 

23. 

12. 

1 

G.  P.  Well  #2  -  Abington 

2 

22 

O.l 

21 

67 

1.0 

.65 

oil 

1.2 

37. 

16  o 

2 

G.  P.  Well  #3  -  Fox's  Pit  -  Raw 

o 

c. 

o£ 

U.J. 

0.0 

L6. 

18. 

2 

G.  P.  Well  #3  -  Fox's  Pit  -  Finished 

1 

U5 

6.6 

38 

78 

•13 

.38 

.21 

0.0 

U3. 

18. 

1 

Tap  on  System 

1 

6 

6.6 

7 

20 

.05 

.01 

.03 

0.0 

26. 

15. 

2 

Joint  Supply-Tap  in  Abington 

3 

27 

6.2 

22 

71 

,32 

.71 

.09 

1.0 

35. 

19. 

2 

i 

Joint  Supply  -  Tap  in  Rockland 

0 

12 

6.3 

16 

ho 

.U6 

.00 

.ou 

0.1 

32. 

30. 

2 

Acton 

G.  P.  Well  #1  off  Mass.  Ave. 

0 

17 

5.9 

18 

69 

.03 

.12 

.09 

0.5 

hk. 

20. 

2 

Conant  G.  P.  Well  -  Tap  in  P.  S. 

0 

h 

5«9 

12 

39 

.09 

.21 

.02 

o.5 

35. 

26. 

3 

G.  P.  Well  -  Lavsbrook  Rd. 

0 

0 

6.2 

9 

38 

.00 

.00 

.00 

0.5 

26  o 

18. 

1 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Adams 

Cl      P     Uoll    #1         Tan   -In   P  9 

Li.  r.  "vc-LX  ft  J.  —  lap  in  r.  o. 

u 

r> 

c. 

7  fl 

m 

©VjVJ 

)i  ? 

Or  O 
c.  .U 

j 

Amesbury 

Raw  water  -  Tabular  Wells  at  Powow  River 

13 

117 

6.7 

3U 

50 

U.5 

.21 

.10 

0.0 

15 

8.0 

3 

weu  r  11  traX/ion  rxanx. 
Overflow  of  Settling  Tank  at 

1 

15 

6.1* 

26 

15 

.77 

.13 

.09 

0.0 

21  o 

6.0 

3 

Tap  in  P.  S.  -  Filtered  Water 

0 

3 

7.5 

U9 

U8 

.19 

.01 

.02 

0.0 

2.1 

3 

Amherst 

G.  P.  Well  at  Lawrence  Swamp 

0 

2 

6.6 

2h 

35 

.19 

.01 

.01 

0.0 

U.2 

3 

vjrSulU.   UovclOpcU    WCLJL    do  jucLWX^tiilOc  OWtufip 

0 

3 

12 

25 

.01 

.00 

.01 

0.2 

7.0 

U.5 

3 

Andover 

Abbott  G.  P.  Well-  Tap  in  P.  S. 

0 

0 

8.3 

U2 

5U 

.00 

.00 

.00. 

1.U 

28. 

1 

A  9 hi and 

G,  ?.  Well  #U  at  Hopkinton  Res. 

0 

15 

6.0 

7 

18 

.02 

.00 

0.3 

16. 

1 

G.  P.  Well  #5  at  Hopkinton  Res. 

0 

12 

6.0 

7 

22 

.02 

.00 

0.3 

19. 

1 

Athol 

New  South  St.  G.  P.  Well 

0 

3 

6.5 

19 

ho 

.16 

.58 

.15 

0.9 

21. 

12. 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  lSTfO 


1    City  or  Town  Source 

Milligrams  per  Liter 

Turbidity 

Color 

p. 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Attleboro                G.  P.  Well  #1,  Holden  St.  North-Raw 

6 

87 

w  | 

6.3 

12 

31 

3.7 

.07 

.13 

0.2 

6.3 

3 

G.  P.  Well  #2,  Holden  St.  South  -  Raw 

k 

37 

6.3 

22 

32 

1.1 

.13 

.19 

0.3 

19. 

18. 

3 

G.  P.  Well  1  &  2,  Kolden  St.  Combined- 
Finished 

2 

35 

7.1 

51 

28 

1.7 

.08 

.16 

0.2 

16. 

3 

G.P.  Well,  Bank  St.  -  Raw 

6 

33 

6.2 

16 

33 

2.0 

16 

.23 

0.5 

19. 

z. 

3 

G.  P.  Well,  Bank  St.  Finished 

0 

25 

7.2 

53 

27 

1.8 

.16 

olO 

0.5 

G.  P.  Well  #2,  So.  Attleboro  -  Raw 

0 

0 

6.0 

10 

Uo 

.01 

.15 

.01 

0.3 

27. 

15. 

2 

G.  P.  Well  #3,  So.  Attleboro  -  Raw 

0 

0 

5.9 

8 

U3 

.07 

.01 

.01 

0.3 

?7. 

15. 

2 

G.  P.  Well  #k,  So.  Attleboro  -  Raw 

0 

0 

6.0 

10 

U3 

.01 

.11 

.01 

0.U 

33. 

17. 

2 

G.  P.  Well  #$,  So.  Attleboro  -  Raw 

0 

0 

5.9 

10 

55 

.00 

.00 

.00 

0.8 

U7. 

21. 

2 

1 

a    P   WpII  #£>    So    Attleboro  -  Raw 

1 

3 

6.2 

15 

57 

.23 

.03 

.02 

1.0 

36. 

15. 

2 

G.  P.  Well  #7,  So.  Attleboro  -  Raw 

3 

13 

6.3 

11 

37 

.8k 

.16 

.08 

0.0 

29. 

13. 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1970 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

EC 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

:  xiium 

No.  of  Samples 

Auburn 

G.  P.  Well  #1  -  Tap  in  P.  S. 

0 

0 

7.1 

99 

197 

.01 

oOO 

.00 

U.2 

190. 

72. 

3 

G.  P.    Well  #3  -  Tap  in  P.  S. 

0 

2 

7.1 

78 

169 

.01 

.00 

.00 

U.8 

132. 

8h. 

■5 

J 

G.  P,  Well      -  Tap  in  P.  S. 

1 

5 

6.5 

U3 

91 

.12 

.08 

.00 

1.5 

53. 

15. 

3 

Tap  on  Griggs  Water  System 

0 

3 

6.0 

U2 

92 

.01 

.00 

•01 

7.5 

3.3 

3 

Avon 

G.  P.  Well  #i  off  Rte.  28 

0 

2 

6.0 

22 

79 

.01 

.00 

.00 

5.7 

8o„ 

36  o 

3 

G.  P.  Well  #2  off  Rte  28 

0 

8 

6„2 

U2 

78 

.13 

.83 

.10 

IJi 

U3. 

21. 

3 

G.  P.  Well  #3  -  Drive-In  Theatre 

0 

0 

6.3 

20 

82 

.00 

.02 

.08 

3.U 

70. 

28. 

1 

G.  P.  Well  #U  -  Connelly  St, 

0 

0 

6.3 

29 

62 

.01 

.00 

.00 

1.6 

Uo. 

16. 

1 

Old  Dug  Well 

0 

2 

5.6 

10 

U3 

.12 

.00 

.00 

1.6 

ue. 

?7. 

3 

1  »P     Vil    Ojf  O  l/CUM  / 

0 

0 

6  2 

23 

73 

.10 

.12 

.00 

3.7 

63. 

27. 

2 

Ayer 

G.  P.  #1  -  Tap  at  Well 

3 

17 

6.9 

55 

65 

.78 

1.1 

o05 

0.3 

2b. 

3 

G.  P.  Well  #2  -  Tap  in  P.  S. 

5 

20 

6.9 

58 

60 

1.2 

1.5 

.33 

1 

0.0 

2h. 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town  Source 

Milligrams  per  Liter 

Turbidity 

Color 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Ayer  -  Ft.  Devens    Patton,  G.  P.  Well 

0 

3 

7.0 

102 

125 

.02 

.01 

.00 

0.U 

19. 

5.6 

3 

Shebokin  G.  P.  Well 

0 

18 

7.2 

73 

83 

.36 

.09 

.01 

o.c 

o3. 

3 

McPherson  Well 

o 

o 

6.7 

33 

100 

.01 

.00 

.00 

o.e 

U9. 

10. 

3 

Barnstable  (Water)  G.  P.  Well  Kahar  Diesel 

0 

0 

5.9 

10 

le 

ol5 

.05 

.03 

0.6 

15. 

Hi. 

3 

Co. 

G.  P.  Well  Straightway 

n 

u 

5.8 

t 

z> 

18 

-03 

.05 

.02 

2.2 

18. 

13. 

2 

G.  P.  Well  Hyannisport 

0 

0 

6.1 

10 

21 

.01 

.00 

.00 

1.7 

17. 

12. 

1 

G.  P.  Well  #1  -  Mary  Dunn 

1 

3 

5.U 

5 

17 

•ho 

.05 

.07 

0.3 

13. 

9.0 

2 

G.  P.  Well  #2  -  Mary  Dunn  P.  S. 

• 

> 

3 

6.0 

5 

12 

•21 

•oU 

.01 

0.3 

15. 

9.5 

2 

Tap  on  System 

0 

0 

6.3 

10 

18 

.20 

.02 

.01 

0.7 

17. 

13. 

2 

Barnstable (Fire  Dis.)  G.  P.  Well  -  Phinney's  Lane 

0 

0 

6.0 

7 

m 

.oU 

.00 

.00 

0.2 

J8. 

8.5 

2 

G.  P.  Well  K 

0 

3 

6.2 

3 

ii 

.00 

.00 

.00 

.00 

31. 

8.5 

2 

Tap  on  System 

0 

0 

6.1 

6 

ii 

.30 

.00 

.00 

0.0 

31w 

8.5 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1970 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Bedford 

G.  P.  Well  #1-Page  School 

0 

16 

22 

58 

.oU 

.36 

ao 

1.8 

50. 

30. 

3 

G.  P.  Well  #3-^itre  Well-Rte.  oZ 

0 

2 

Ocl- 

2U 

88 

.Hi 

.22 

.03 

3.1 

93. 

28. 

3 

G.  P.  Well  #U 

0 

0 

10 

37 

.02 

.01 

.00 

0.8 

30o 

Hi. 

2 

G.  P.  Well  #5 

0 

0 

O  c  J 

10 

36 

.Oh 

.00 

.01 

0.6 

25. 

15. 

2 

Dug  Well  #6 

2 

3 

6.1 

15 

U6. 

.19 

.21 

.02 

0.9 

35. 

Hi. 

3 

G.  P.  Well  #7-Middlesex  Turnpike 

0 

5 

6.1 

23 

5U 

.01 

o.U 

.11 

O.U 

55. 

32. 

3 

G.  P.  Well  #8-Middlesex  Turnpike 

0 

7 

6.0 

19 

U3 

.25 

.13 

.09 

0.3 

1*2. 

18. 

3 

G.  P.  Well  #9 

0 

5 

OoX 

17 

52 

.06 

.00 

.00 

0.9 

30. 

1 

Eelchertovn 

Tub  Wells-Tap  in  P.  S. 

0 

0 

6.2 

22 

98 

.01 

.01 

.01 

1.1 

92. 

22. 

3 

Tub.    Wells  before  treatment 

1 

10 

6.3 

20 

53 

.38 

.16 

.02 

0.2 

27  c 

8.0 

3 

Tub.  Wells  after  treatment 

1 

9 

7.h 

5U 

52 

0.6 

.1U 

.01 

0.2 

29. 

25. 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

s 

a. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Bellingham 

G.  P.  Well  #1,  Tap  in  P.  S. 

0 

2 

6.3 

20 

29 

.01 

.00 

.01 

0.5 

9.3 

5a 

3 

G.  P.  Well  #2,  Tap  in  P.  S. 

2 

8 

6.1 

15 

21 

.21 

.06 

.03 

0.1 

U.3 

3.9 

3 

New  G.  P.  Well  #3 

0 

3 

6.3 

21 

3U 

.03 

.03 

o01 

i.u 

10. 

6.U 

3 

Nph  p.    p    Won  iMiin  P    S.-Wrenthai"  Rd. 

0 

2 

6.U 

16 

2b 

.03 

.00 

.01 

0.7 

5.7 

3.9 

3 

New  G.  P.  Well  #5,  Taunton  St. 

0 

3 

6.3 

21 

29 

.02 

.01 

.00 

l.U 

lh. 

9. 

3 

D&TKJ-Gy 

(1     P    WpTT     Tan  nn  Svstem 

0 

3 

6.b 

18 

111 

.07 

.00 

.02 

13. 

9.C 

7.C 

3 

3ernardston 

Dug  Well,  Tap  in  P.  S. 

1 

2 

6.3 

8 

21 

.06 

.00 

.01 

0.1 

5.8 

2.0 

3 

Gravel  developed  well,  Tap  in  P.  S. 

2 

3 

6.1 

8 

17 

.18 

.00 

.02 

0.1 

3.7 

2.5 

3 

Billerica  M.C.I. 

Tap  in  Engineer's  Office 

0 

9 

6.1: 

19 

57 

.05 

.03 

.07 

3.9 

39. 

18. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  ofQround      Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Blackstcne 

G.  P.  Well  #1,  Tap  in  P.  S. 

0 

2 

6.0 

1U 

30 

.01 

.00 

.01 

1.6 

11. 

10. 

3 

G.  P.  Well  #2,  Tap  in  P.  S. 

0 

2 

6.0 

13 

26 

.02 

.03 

•03 

1.9 

21. 

12. 

3 

G.  P.  Well  #3,  Tap  in  P.  S. 

1 

6 

6.1 

11 

20 

.26 

ell 

.03 

0.1 

7.0 

5.1 

3 

Bourne 
(Water  Dist.) 

G.  P.  Well,  Poc asset 

0 

2 

6.3 

15 

35 

•03 

.01 

.00 

0.0 

7.2 

3 

G.  P.  Well,  Rte  28A,  Cataumet 

0 

2 

6.3 

6 

ie 

.02 

.01 

.01 

0.2 

23. 

12. 

3 

Tap  in  Water  Dist.  Office 

1 

0 

11. 

8U 

U2 

.02 

.01 

.00 

0.1 

13. 

6.5 

2 

Bourne  Town  Forest 

0 

0 

6.0 

6 

111 

.01 

.00 

.00 

0.1 

11. 

6.5 

1 

Bourne 

(So,  Sagamore) 

Tubular  Wells,  Rte.  6A 

0 

0 

6.h 

10 

2U 

.02 

.00 

.00 

0.7 

13. 

6.5 

2 

Bourne 

(Buzzards  Bay  W.D.)  G.P.  Tub.  Wells-Bournedale  Rd. 

0 

2 

6.1 

5 

7 

.02 

.00 

.01 

0.1 

8.8 

6.0 

2 

G.  P.  Well,  Head  of  Bay  Rd. 

0 

0 

6.0 

7 

10 

.00 

.00 

.00 

0.1 

9.0 

6.5 

1 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town  Source 

Milligrams  pe 

r  Liter 

Turbidity 

Color 

X 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Contfd. 

Bourne 

(Buezards  BayWJD)  Tap  in  Water  Dist.  Office 

o 

o 

6.0 

7 

12 

.06 

.00 

.00 

0.5 

11. 

6.5 

1 

G»  P.  Well,  Puritan  Rd. 

0 

3 

6.1 

8 

12 

.01 

.00 

0.5 

9.5 

1 

Bourne 

(No.  Sagamore)       Tubular  Wells,  Tap 

0 

0 

6.1 

11 

18 

.35 

.00 

— 

1.3 

2U. 

— 

1 

Boylston 

(Morningdale  D.)    G.  P.  Well  #1,  Tap  in  P.  S. 

0 

2 

6.1 

21 

37 

.01 

.00 

.01 

0.8 

18. 

8.0 

3 

New  G.  P.  Well  #2  off  Rte  70-UiO 

6 

17 

6.3 

13 

29 

0.5 

.00 

.03 

1.1 

15. 

7.5 

3 

Boylston 

(Water  Dist.)      G.  P.  Well,  Tap  in  P.  S. 

0 

0 

6.2 

20 

36 

.01 

.01 

.01 

0.5 

15. 

7.0 

2 

Braintree                G.  P.  Well,  Lakeside  Ave. 

1 

6 

6.1 

18 

79 

.U2 

.19 

.03 

0.5 

110 

,  6lw 

3 

Braintree 

(Norfolk  City  Hosp.)  G.  P.  Wells 

0 

1 

6.5 

U9 

63 

.02 

.03 

.01 

l.a 

12. 

10. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

E 

o. 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Burlington 

Tub.  Well,  Great  Meadow  Rd.  P.  S. 

1 

11 

6.3 

65 

115 

•U7 

0.6 

.15 

0.5 

180. 

73. 

3 

Tub.  Wells,  Wyman  St. 

0 

2 

6.3 

1*2 

128 

.11 

.05 

.ol* 

3.7 

82. 

32. 

3 

Canton 

G.  P.  Well  #U,  Pecumit  St.  P.  S. 

0 

ll 

6.1* 

39 

75 

.02 

.00 

.01 

2.1* 

26. 

15. 

2 

G.  P.  Well  #5 

0 

5 

6.3 

26 

51* 

.01 

.00 

.ol* 

o.U 

9.0 

1 

G.  P.  Well  #6 

0 

0 

6.5 

21* 

38 

.01 

.00 

.02 

0.5 

9.0 

1 

Tap  in  Town  Hall 

1 

7 

6.7 

13 

30 

.22 

.02 

.01* 

0.3 

11. 

5.5 

1 

Chatham 

G.  P.  Well  #1,  19U5 

0 

0 

6.U 

7 

13 

.05 

.01 

.00 

0.0 

19. 

9.3 

2 

G.  p.  Well  #2  191*9 

0 

0 

6.0 

7 

13 

.01* 

.02 

.00 

OoO 

19. 

9.3 

2 

G.  P.  Well  #3  1966 

1 

3 

6.0 

9 

13 

.09 

.00 

.02 

0.0 

19. 

9.3 

2 

Tap  on  System 

0 

0 

6.5 

15 

20 

.26 

.00 

.02 

0.0 

17. 

9.0 

1 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground      Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

PC 
a< 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

"C 
o 

o 

Sodium 

No.  of  Samples 

Chelins  ford  Center 
(Water  Dist.) 

G.  P .  Well,  Turnpike  Rd. 

i ) 

rr 

p 

6.1 

1  7 

01 

-13 

.07 

?.h 

31. 

12. 

2 

G.  P.  Well,  Jordan  Rd.  West  Chelasford 

0 

0 

6.1 

16 

39 

.01 

.00 

.01 

1.9 

25. 

17. 

2  1 

G.  P.  Well,  Warren  Ave. 

2 

8 

6.2 

XI* 

55 

oUl 

o23 

.07 

2.1 

33. 

18. 

2 

G.  ?.  Wells,  Mill  Rd. 

0 

5 

D.< 

17 

51 

.02 

.01 

.03 

1.9 

26. 

111. 

2  \ 

G.  P .  Well,  Canal  St. 

1 

15 

6.3 

2U 

U3 

.U6 

.08 

.03 

0.1 

18. 

6.5 

2 

Smith  St.  Well  before  treatment 

3 

68 

5.9 

13 

88 

111 

.36 

.3)-i 

0.2 

uo. 

21. 

2 

CrooKed  Soring  Rd.  Well 

1 

0 

6.U 

31 

88 

.07 

0.5 

.02 

5.9 

U6. 

23. 

2 

Chelmsford 
(No.  F.D.) 

G.  p.  Well  #1,  Bomil  Field 

2 

7 

6.1 

12 

65 

.23 

.02 

.00 

5.3 

98. 

35. 

3 

G.  P.  Well  #2,  Bomil  Field 

0 

2 

6.3 

U 

U5 

.02 

.02 

.0? 

1.0 

65. 

26  o 

3 

G.  P.  Well  #3,  Bomil  7ield 

0 

2 

6Ji 

IF 

62 

.02 

.21 

.0. 

1.5 

90. 

61. 

3 

Chilmark 

Tap  on  System 

1 

0 

6.U 

i 

13 

16 

.11 

I 
1 

1 

.00 

i 

.00 

i 
1 

0.2 

27. 

13. 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  pe 

r  Liter 

Turbidity 

Color 

EC 

a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cohasset 

G.  P.  Well  #1,  Sohier  St. 

1 

3 

6.6 

3U 

61 

.31 

o01 

.01 

1.3 

39  o 

22. 

3 

Colrain 
Fire  District 

Tubular  Wells  near  North  River 

0 

7 

7.? 

5a 

63 

.13 

.02 

.03 

0.1 

6.5 

3.3 

2 

Colrain-Griswaldville 
Water  Dist. 

Gravel  develooed  well,  Tap  in  P.  S. 

0 

2 

6.? 

26 

33 

.01 

.00 

.01 

0.0 

1.2 

3 

Kendall  Co. 

Deep  Tubular  well  at  Griswaldville 

0 

2 

7.1 

70 

95 

.02 

.00 

.00 

1.1 

22. 

9. 

3 

Deep  Tubular  Well  at  Lyonsville 

0 

2 

7.6 

79 

92 

.02 

.01 

.00 

0.0 

6.3 

3 

Concord 

K alalia  Woods 

Tan  in  District 

0 

0 

8.2 

35 

25 

.08 

.00 

.01 

0.2 

11. 

■S 

Concord 
Water  Dept. 

G.  P.  Well,  Tap  in  P.  5. 

0 

1 

6.U 

12 

22 

.11 

.00 

.Ob 

0.3 

8.5 

6. 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 

Q, 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cotuit 

G.  P.  Well,  Old  King»s  Highway 

0 

2 

6.1 

7 

Hi 

.05 

.01 

.00 

l.U 

16. 

8. 

3 

rt    p    W«n     Hiffh  St- 

0 

2 

5.7 

7 

15 

.01 

.00 

.02 

o.U 

13. 

6.7 

3 

5  G.  P.  Wells,  Rte  28 

0 

8 

5.8 

9 

Hi 

.35 

.00 

.02 

0.2 

13. 

6.5 

2 

Tap  on  System 

0 

5 

5.8 

8 

17 

•ou 

.00 

.01 

1.3 

111. 

9. 

3 

Danvers 

p    v   Von  in 

0 

1U 

7.0 

85 

131 

.06 

.25 

.03 

1.3 

35. 

19. 

3 

li.  r.  wejj.  ffd 

1 

23 

7.0 

69 

99 

0.9 

.6U 

.13 

0.2 

32. 

18. 

3 

Dartmouth 

G.  P.  Well  #1,  Chace  Rd. 

0 

8 

6.7 

1U 

31 

.02 

.31 

.02 

.6 

11. 

8.2 

3 

G.  P.  Well  #2,  Chace  Rd. 

0 

0 

6.7 

9 

25 

.02 

.00 

.00 

o.U 

12. 

7.2 

3 

G    P.  Well  #3.  Chace  Rd. 

0 

9 

6.0 

9 

21 

.08 

.00 

.01 

0.5 

10. 

6.5 

3 

G.  P.  Well  #U,  Rte  6 

0 

20 

6.1 

8 

23 

.06 

.01 

.15 

l.i 

7.5 

5.5 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town  Source 

Turbidity 

Color 

s 

a, 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

cd 

C 

o 

£ 

< 

Nitrate  N 

Chlorides 

Sodium 

D  ED  HAM                     G.  P.  Well  #1,  Dover  Rd. 

0 

2 

6.U 

22 

76 

.10 

.08 

.01 

2.3 

91. 

80. 

3 

G.  P.  Well  #2,  Rock  Meadow 

0 

18 

6.0 

13 

90 

1.0 

.06 

.01 

3.9 

110. 

1 

G.  °.  Well  A,  Bridge  St. 

0 

13 

6.5 

23 

52 

.22 

.53 

.Hi 

0.7 

30. 

16. 

2 

G.  P.  Well  B,  Bridge  St. 

0 

0 

6.6 

22 

61 

.5 

.02 

.00 

1.8 

31. 

8. 

2 

G.  P.  Well  D,  Bridge  St. 

0 

22 

6.: 

> 

27 

U2 

.50 

.50 

.18 

0.3 

3U. 

1 

G.  P.  Well  E,  Bridge  St. 

0 

8 

6.3 

26 

uu. 

.30 

.9U 

.08 

0.2 

25. 

1 

G.  P.  Well  F,  Bridge  St. 

1 

Ux 

6.5 

2U 

55 

.86 

.3U 

.16 

1.3 

27. 

Hu 

2 

G.  P.  Wells  ABCDEF  -  treated 

1 

7 

6.U 

22 

52 

.27 

.38 

.09 

1.1 

32. 

18. 

2 

G.  P.  Well  #1,  Whitelodge 

0 

0 

6.3 

28 

67 

.01 

.01 

.00 

0.9 

28. 

16. 

2 

G.  P.  Well  #2,  Whitelodge 

0 

10 

6.2 

U6 

86 

.26 

1.8 

.26 

0.2 

28. 

1 

G.  P.  Well  #3,  Whitelodge 

0 

6 

6.U 

Uli 

81 

.01 

.76 

.13 

o.U 

35. 

18. 

2 

G.  P.  Well  #U,  Whitelodge 

0 

2 

6.2 

Ul 

72 

.02 

.7U 

.09 

0.3 

29. 

1 

Tap  on  System 

0 

10 

6.H 

22 

50 

.33 

.Ul 

.07 

1.1 

32. 

18. 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Deerfield 
(Fire  Dist.) 

Nortn  oprxngs  rrom  ooxx.  weu 

n 
u 

u 

6.U 

22 

^6 

.02 

.00 

.01 

0.0 

U.7 

U.2 

2 

Harris s  Spring 

U 

o 
c. 

6.U 

JO 

li9 

U7 

-01 

.00 

.00 

5.6 

9.0 

2.9 

3 

Tap  at  Deerfield  Academy 

u 

o 

c. 

6.7 

1 7 

)i9 

-02 

.00 

.00 

2.2 

5.8 

3.1 

3  ; 

Tubular  Wells  off  Sugarloaf  St, 

0 

0 

6.3 

12 

87 

.00 

.00 

.01 

9.1 

30. 

11;. 

3 

Dennis 

G.  P.  Wells,  Main  St.  Bass  River  Rd. 

0 

0 

6.3 

6 

Hi 

.00 

.02 

.00 

0.3 

23. 

13. 

1 

G.  P.  Sub  #l-01d  Chatham  Rd. 

0 

0 

6.1 

U 

8 

oOO 

.00 

.01 

o.U 

16. 

11. 

1 

G.  P.  Sub  #2,  Old  Chatham  Rd. 

0 

5 

5.9 

U 

12 

.00 

.00 

.02 

1.6 

17. 

11. 

1 

G.  P.  Sub  #3,  Old  Chatham  Rd. 

0 

0 

6.1 

U 

8 

.00 

.00 

.01 

0.2 

Hi. 

8.0 

1 

G.  P.  Sub  #£,  Rte  13U 

0 

0 

6.1 

5 

20 

.00 

.00 

.00 

0.1 

21. 

12, 

1 

0.  P.  Sub  #6,  So.  Dennis  Rd. 

0 

0 

6.1 

5 

8 

.00 

.00 

.01 

0.2 

20. 

12. 

1 

G.  P.  Sub  #7,  Airline  Rd. 

0 

0 

6.0 

U 

8 

.00 

.00 

.01 

0.0 

15. 

8.0 

1 

G.  P.  Sub  #8,  Airline  Rd. 

0 

0 

5.9 

3 

8 

.00 

.00 

.01 

0.0 

16. 

9.0 

1 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Dennis 

G.  P.  Sub  #9,  Grassy  Pond  Drive 

0 

0 

5.9 

a 

8 

.02 

.00 

.01 

0.0 

16. 

9.5 

1 

Tap  on  System 

0 

u 

6.5 

o 

7 

J-0 

on 

on 

25. 

13. 

1 

Dighton(B.C.A.) 

G.  P.  Well,  Tap  in  P.  S. 

0 

2 

6.5 

3U 

96 

.03 

.00 

.00 

8.2 

16. 

8.0 

3 

Dighton  W.D. 

Tubular  Wells,  Somerset  Ave. 

o 

< 

6.2 

13 

U3 

.03 

.00 

•oU 

0.6 

30. 

5.8 

3 

G.  P.  Well,  Cedar  St. 

0 

6 

6.2 

18 

30 

.08 

.01 

.02 

0.5 

5.2 

U.5 

2 

Tap  on  System 

0 

8 

6.2 

16 

3U 

.23 

.03 

.02 

o.U 

U.5 

2 

Douglas 

Tub.  Wells,  Tap  in  P.  S. 

0 

1 

6.3 

Hi 

32 

.01 

.00 

.00 

1.6 

15. 

10.: 

!  3 

Dover 

Drilled  Well,  Tap  in  Town  Hall 

12 

15 

6.6 

31 

162 

.96 

.00 

.13 

1.5 

198, 

7U. 

3 

Dover 

(McNamara  W.V.) 

Drilled  Well,  Tap  on  System 

0 

0 

6.2 

19 

1*1 

.02 

.00 

.01 

1.7 

23. 

10. 

2 

Dover  (Water  Co.) 

Tubular  Well,  Tap  on  System 

0 

0 

7.2 

111 

hh 

.03 

.00 

.01 

1.2 

39. 

35. 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

SC 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Dover  (W ater  Works ,Inc • ) 

Dug  Well,  Picardy  Rd. 

0 

6 

6.U 

16 

23 

.08 

.00 

.02 

o.U 

19. 

13. 

3 

Tap  on  System 

0 

0 

6.7 

3j 

70 

.02 

.00 

.00 

0.U 

16. 

12. 

1 

Dracrut 

Tap  in  Town 

0 

0 

6.3 

17 

38 

.01 

.00 

.02 

0.9 

19. 

3.8 

1 

G.  P.  Wells,  Tyngsboro 

0 

5 

6.5 

21 

36 

.01 

1.3 

.50 

0.7 

27. 

11. 

1 

New  Boston,  G.  P.  Well 

0 

0 

6.3 

17 

36 

.02 

.00 

.02 

1.0 

11. 

3.5 

1 

D-udley 

Tubular  Wells,  Tap  in  P. 

s. 

0 

1 

18 

27 

.02 

.05 

.01 

0.6 

7.8 

5.0 

3 

G.  P.  Well  #1,  Tap  in  P, 

S. 

0 

0 

6.1 

15 

m 

.03 

.01 

,01 

1.7 

18. 

13. 

2 

G.  P.  Well  #2,  Tap  in  P. 

S. 

0 

5 

6.3 

16 

30 

.02 

.02 

.01 

l.U 

12. 

8.7 

2 

G.  P.  Well  #3,  Tap  in  P. 

S. 

0 

2 

O.  J. 

11 

3U 

.01 

.00 

.01 

2.0 

17. 

2 

Dunstable 

Tubular  Well,  Tap  in  P. 

S. 

1 

9 

6.2 

25 

50 

.28 

.91 

.11 

0.9 

26. 

13. 

h 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

s 

a, 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

■  ■  - 

Chlorides 

Sodium 

Duxbury 

G.  P.  Wells,  Mill  Brook 

0 

0 

6.2 

9 

20 

.03 

.01 

.01 

o.U 

19. 

13. 

2 

G.  P.  Well,  Partridge  Rd. 

1 

0 

6  a 

8 

32 

.15 

.00 

.01 

1.2 

31. 

15. 

2 

G.  P.  Well,  Lake  Shore  Drive 

o 

2 

6,0 

6 

27 

.01 

•0U 

.03 

1.3 

19. 

10. 

3 

G.  P.  Well,  Depot  St. 

0 

2 

6o0 

7 

31 

.02 

•19 

.01 

0.6 

37. 

21. 

2 

Tubular  Wells,  Millbrook 

c 
o 

-LU 

6.5 

Q 

©up 

-00 

-02 

O.li 

19. 

lh 

2 

Tap  in  Town  Hall 

0 

0 

6.5 

22 

67 

.02 

.05 

.00 

0.7 

38. 

22. 

2 

East  Bridgevater 

G.  P.  Well  #1,  Pond  St. 

0 

5 

5.7 

12 

28 

.18 

.02 

H». 

1 

East  Brookfield 

Dug  Well,  Town  Supply 

1 

12 

602 

6 

m 

.33 

0.8 

.10 

0.1 

22. 

U.5 

1 

G.  P.  Wells,  Tap  in  P.  S. 

11 

23 

6.2 

6 

16 

.9U 

.06 

.06 

0.1 

22. 

5.0 

1 

East  Chelmsford 

G.  P.  Well 

6 

uo 

6.6 

U8 

99 

1.2 

.31 

.10 

0ol 

51. 

17. 

3 

Eastharo 

Driven  Wells 

23 

2U 

6.0 

10 

ho 

l.U 

.01 

.10 

U.U 

U3. 

2U. 

1 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

s 

Pi 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

*C 
w 

S 

s 

< 

Nitrate  N 

Chlorides 

Sodium 

Easthampton 

New  G.  P.  WeU  #2 

0 

It 

8.2 

39 

57 

.02 

.00 

.oU 

1.1 

U.o 

2.9 

3 

Tubular  Wells,  Tap  in  P.  o. 

I  0 

3 

7.8 

U7 

68 

.03 

.00 

.01 

1.1 

7.5 

3.6 

3 

Gravel  developed  well,  Hendricks  ox. 

0 

3 

8-0 

56 

83 

.02 

.00 

.00 

O.U 

7.3 

3.3 

3 

Easton 

G.  P.  Well  #1,  Center  St. 

0 

3 

5.8 

18 

26 

.23 

.03 

.03 

1.1 

15. 

11. 

3 

G.  P.  Well  #2,  Washington  bt. 

0 

2 

6.3 

21 

U2 

.OH 

.00 

.01 

U.U 

25. 

3 

G.  P.  Well  #3,  Red  Mill  Rd. 

0 

3 

6  )^ 

o.u 

25 

23 

.02 

.00 

.00 

0.3 

11. 

3 

Tap  on  System,  Parkview  School 

0 

0 

6  2 

16 

UJU 

.03 

.00 

.oc 

0.3 

13. 

11. 

1 

Edgartown 

Dug  &  Tubular  Wells,  Wintucket 

0 

2 

7.8 

55 

15 

.02 

.00 

0.0 

15. 

3 

G.  P.  Well  #1,  Shurtleff  Elec. 

0 

0 

6.5 

Uo 

30 

.01 

.12 

.11* 

U.i 

35. 

3U. 

1 

G.  P.  Well  #2,  Shurtleff  Gas 

0 

0 

5.6 

10 

35 

.05 

.03 

.76 

5.7 

23. 

20. 

3 

G.  P.  Well,  Mashacket 

0 

0 

6.C 

8 

Hi 

.01 

.00 

.01 

0.1 

10. 

8*3 

3 

Tap  on  System 

0 

0 

6.7 

20 

8 

.26 

♦00 

.02 

0.1 

9.0 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1#0 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Essex 

Tap  m  Fire  Station 

3 

U5 

6.3 

35 

38 

1.7 

.U6 

.16 

0.0 

21. 

Hi. 

1 

0.  P.  Well  #2 

5 

35 

6.1 

25 

32 

1.U 

.ah 

.16 

0.0 

15. 

11. 

1 

G.  P.  Well  #3 

3 

25 

6.1 

33 

U2 

.68 

.ua 

.16 

0.0 

23. 

16. 

1 

Fair haven 

Ix^hn  i  at*  wens  near  wasRctuuRcu 

0 

38 

5.7 

12 

U3 

.10 

.05 

.33 

3.0 

15. 

8.2 

3 

Tubular  Wells  near  Mattap  oisett  Kiver 

0 

12 

5.9 

13 

31 

.18 

.20 

.06 

1.3 

Hi. 

8.5 

3 

Tap  on  System 

0 

26 

5.9 

✓  •  ✓ 

Hi 

36 

.U6 

.17 

.12 

1.3 

Hi. 

8.5 

2 

FoxboroTigh 

G.  P.  Well  #1  P.S.  #1,  Chestnut  St. 

0 

2 

6.0 

15 

U5 

.03 

.10 

o0l 

l.L 

19. 

9.0 

3 

G.  P.  Well  #2  P.  S.  #1,  Chestnut  St. 

0 

7 

5.9 

15 

36 

.15 

.29 

.03 

2.1 

23. 

9.5 

2 

G.  P.  Well  #U  P.  S.  #2  off  South  St. 

0 

0 

5.e 

8 

21 

.01 

.02 

.01 

0.5 

15. 

8.9 

2 

G.  P.  Well  #6  P.  S.  #2  off  South  St. 

0 

3 

5.8 

10 

2li 

.02 

.21 

•oa 

0.1 

Hi. 

7.7 

2 

G.  P.  Well  #7  P.  S.  #3  off  Oak  St. 

0 

1 

6.C 

11 

33 

.11 

.01 

.01 

1.0 

16. 

6.8 

2 

G.  P.  Well  #8  P.  S.  #3  off  Oak  St. 

0 

0 

6.C 

12 

26 

.02 

.00 

.02 

o.U 

17. 

5.5 

1 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  60 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Foxborough 

G.  P.  Wall*  1,2,&3  P.S.#l-Venturi  Pit 

0 

2 

6.0 

Hi 

liO 

•06 

.15 

.02 

2.0 

19. 

9. 

2 

G.  P.  Wells  U,5,&6  P.S.#2-lst  house 
after  treatment 

0 

3 

5,e 

9 

38 

.03 

.00 

.02 

0.5 

15. 

9.0 

1 

G.  P.  Well  17  P.S.  #3-lst  house 
after  treatment 

0 

0 

6.1 

Hi 

39 

.11 

.01 

.00 

0.9 

16. 

7.2 

2 

Tap  in  Town  Hall 

0 

1 

6-0 

13 

U3 

.03 

.00 

.01 

o.U 

16. 

3.5 

2 

Frarcingham 
(MGDA) 

G.  P.  Well,  Tap  in  P.  S. 

0 

2 

At 

25 

96 

.02 

.00 

.00 

1.9 

99. 

37. 

3 

Franklin 

G.  P.  Wells  1&2,  Beaver  Pond 

0 

0 

5.2 

18 

33 

.12 

.22 

.02 

0.3 

15. 

9. 

2 

G.  P.  Well  #3>  Grove  bt. 

0 

0 

6.2 

Hi 

36 

.00 

.00 

.01 

2d 

16. 

8.5 

2 

G.  P.  Well  #U,  Miller  St. 

0 

0 

8 

26 

.00 

.00 

.01 

0.5 

11. 

6.7 

2 

Tap  in  Town  Hall 

0 

2 

6.2 

15 

28 

.10 

.12 

.01 

o.U 

Hi. 

8.2 

2 

Freetown 

Drilled  Well  #1,  Assonet  Bay  Shores 

0 

11 

7.1 

87 

127 

.50 

.22 

.01 

0.0 

30. 

11. 

2 

Drilled  Well  #2,  Assonet  Bay  Shores 

0 

22 

7.; 

88 

132 

•ft 

,  .20 

.01 

0.0 

30. 

11. 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Gardner  St.  Hosp. 

Tubular  Wells,  Tap  In  P.  S. 

0 

5 

5.7 

5 

23 

.09 

.08 

.02 

0.0 

7.8 

3.2 

3 

ueorget-own 

HCI/CH  1  1     ™  wj — L 

0 

3 

6.2 

19 

35 

.19 

.05 

.01 

0.2 

Hi. 

6.0 

3 

New  G.  P.  Well-Marshall 

0 

1 

6.5 

36 

7U 

.05 

.oh 

/03 

o.U 

12. 

6.5 

3 

Gill (Riverside 
Water  Co.) 

Tap  Spring 

1 

1 

6.9 

18 

U9 

1.0 

.00 

.00 

1.6 

11. 

5.7 

3 

Giu.  \K\>,  rierwon 
School  ) 

Tubular  Wells 

1 

3 

6.h 

7 

23 

.10 

.00 

.00 

o.e 

5.3 

3.7 

3 

Gosnold 

Tubular  Wells  before  treatment 

0 

10 

7.0 

11* 

22 

.25 

.00 

.01 

0.5 

28. 

19. 

3 

Tubular  Wells  after  treatment 

0 

3 

8.6 

31 

2h 

.05 

.00 

.00 

0.6 

30. 

U 

Grafton  (So.  Grafton 
W.  D.) 

G.  P.  Well  #1,  Tap  in  P.  S. 

0 

3 

6.0 

6 

28 

.02 

.00 

.01 

2.2 

15. 

12. 

1  3 

Grafton  Water  Co. 

Dug  Wells,  Tap  in  P.  S. 

0 

3 

6.0 

22 

79 

.02 

.00 

.01 

U.9 

69. 

35. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 

a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 
Grafton  Water 

Co. 

G.  P.  Well  #3,  No.  Grafton 

2 

10 

£  n 
O.L 

26 

61 

.U9 

•UU 

.08 

0,6 

U7. 

18. 

3 

Granby 

Deep  Tubular  Wells,  Tap  in  P.  S. 

0 

0 

7.1 

66 

106 

oOO 

.00 

.02 

1.7 

11. 

5.3 

1 

Granville 

Deep  Tubular  Well,  Tap  in  P.  S. 

0 

2 

7.6 

Uo 

U5 

•06 

•00 

.00 

0.0 

U.2 

2 

Collecting  Well  &  Springs-Tap 

0 

2 

6.6 

19 

2U 

.Oil 

•00 

.00 

0.0 

1.6 

1 

Greenfield 

n,ltr  Well  n*»ar  Green  River.  Tap  in  P.  S. 

2 

10 

7.2 

3U 

UU 

.23 

.00 

.03 

0.1 

2.8 

1.9 

3 

Mill  Brook  G.  P.  Well  #1,  Tap  in  P.S. 

1 

0 

6.1 

Hi 

uu 

.11 

♦00 

•CO 

o.5 

20. 

8.5 

2 

Groton  (W.  Groton 
W.SJ).) 

Tubular  Wells,  Tap  in  P.  S. 

2 

u 

6.3 

22 

U5 

.22 

.60 

.02 

l.U 

U.6 

■-V- 

Groton  Water 

Co. 

G.  P.  Well,  Shattuck  Field  P.  S. 

2 

23 

6.U 

21 

52 

.01 

.oU 

.11 

0.3 

12. 

5.0 

3 

Groton 

Dug  Well,  Tap  in  P.  S. 

1 

22 

6.5 

32 

5U 

o5U 

.1U 

.07 

0.1 

13. 

U.7 

3 

Storage  tank  at  Groton  School 

3 

37 

6.b 

27 

U5 

7.6 

•09 

•08 

0.3 

15. 

9.7 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

S 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

«s 

c 

o 

§ 

s 

< 

Nitrate  N 

Chlorides 

Sodium 

Groveland 

G.  P.  Well  #1 

± 

•a 
3 

7.1 

yy 

oo 

97 

.00 

6-8 

j 

Hadley 

New  G#  P.  Well 

0 

0 

7.U 

68 

105 

.00 

.01 

.01 

2.8 

8.7 

6.0 

2 

New  G.  P.  Well  #2-Hart»s  Brook  Res. 

U 

c 

7.6 

-OO 

-00 

.00 

2.9 

8.5 

5.5 

2 

Halifax 

G.  P.  Well  #1 

0 

6.6 

23 

31 

.26 

.39 

.07 

0.0 

12. 

9.2 

3 

Tap  in  Town  Hall 

0 

6.7 

27 

35 

.2U 

.23 

.07 

0.1 

9.0 

7.7 

2 

Hamilton 

G.P.  &  Tubular  Wells,  nrlage  ot,  ot-a. 

0 

0 

7  9 

82 

112 

.03 

.00 

.00 

0.8 

19. 

12. 

1 

School  St.  Well,  Tap  in  P.  S. 

0 

3 

6.5 

U6 

88 

.02 

.00 

.00 

2.8 

22. 

13. 

2 

Patton  G.  P.  Well 

1 

10 

6.U 

bl 

70 

.18 

.55 

.02 

0.1 

15. 

10. 

r  3 

Pleason  Pond-Caisson  Well 

0 

2 

7.1 

98 

13U 

.13 

.05 

.01 

o.U 

16. 

11. 

3 

Hanover 

G.  P.  #1  Hanover  St. 

0 

10 

6.1 

Hi 

61 

.06 

.00 

.ou 

1.6 

U3. 

20. 

3 

Of.  P.  Well  #2,  Hanover  St. 

0 

15 

6.1 

12 

51 

.08 

.00 

.10 

0.3 

19. 

7.6 

3 

G.  P.  Well  #1,  Pond  St. 

1 

230 

6.1 

2h 

60 

6.0 

1.0 

1.5 

0.0 

6.0 

1 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground   Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

S 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Hanover 

G.P.  Well  #2,  Pond  St. 

0 

55 

6.2 

23 

50 

.22 

.82 

.01 

0.7 

55. 

1 

G.P.  Well  #1,  Tindale 

< 

16 

U7 

0.5 

.02 

.00 

0.5 

21. 

9.5 

3 

G.P.  Well  #2,  Tindale 

3 

17 

6.1 

13 

83 

1.3 

.71 

.05 

0.5 

39. 

19. 

3 

Tap  in  Town  Hall 

0 

10 

20 

76 

.03 

.02 

.oh 

loO 

UO. 

18. 

1 

Tap,  1st  house  on  Hanover  St. 

l 

23 

6.2 

12 

59 

.08 

.01 

.10 

0.5 

30. 

20. 

d 

Hardwick 
(Gilbertville) 

G.  P.  Well,  New  Braintree 

0 

2 

7.1* 

17 

23 

.01 

.00 

.01 

0.0 

3.0 

2.U 

3 

Hardwick  (Water 
Users) 

Tubular  Wells  from  tap 

0 

2 

6.9 

63 

10U 

.05 

.00 

.01 

2.0 

21*. 

10. 

2 

Hardwick 
(Wheelwright) 

Tap  in  P.  S.,  Tubular  Wells 

0 

1 

6.1* 

9 

23 

.02 

.00 

.00 

0.2 

6.7 

2.8 

3 

Harvard 

New  drilled  well 

0 

2 

7.0 

55 

87 

.01 

.01 

.01 

0.7 

32. 

12. 

3 

Tubular  Wells ,  Tap  in  District 

0 

2 

6.2 

Hi 

29 

.02 

.00 

.01 

1.0 

10. 

5.8 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Harwich 

G.  P.  Wells,  Tap  in  Old  P.  S. 

0 

0 

6.U 

6 

19 

.01 

.00 

.01 

0.2 

1U. 

10. 

3 

G.  P.  Well  #1 

0 

0 

6.5 

10 

19 

.01 

.10 

.03 

0.1 

Hi. 

10. 

3 

G.  P.  Well  #2 

0 

2 

6.1 

9 

17 

.01 

.00 

.01 

o.u 

12. 

9.5 

3 

G.  P.  Well  #3 

0 

1 

O.J. 

6 

19 

o01 

.00 

.02 

0.1 

15. 

9.5 

3 

Tap  on  System 

0 

3 

6.U 

9 

20 

.00 

.10 

•08 

0.1 

15. 

10. 

1 

Hatfield 

G.  P.  Well,  Linseed  Rd. 

0 

0 

1  o 

f  .7 

91 

60 

.05 

.06 

.08 

0.0 

3.0 

1 

Hingham 

G.  P.  Well  #1,  Free  St. 

0 

0 

6.3 

35 

86 

.05 

.00 

♦00 

3.2 

27. 

111. 

1 

G.  P.  Well,  Scotland  St, 

0 

a 

6.5 

22 

57 

•Oil 

.06 

.03 

1.1 

20. 

12. 

2 

Holden 

G.  P.  Well,  Spring  St. 

1 

9 

6.7 

8 

18 

•Oh 

.01 

.03 

0.2 

7.5 

5.0 

2 

G.  P.  Well,  Tap  in  P.  S. 

1 

3 

6.7 

11 

17 

.02 

.01 

.01 

1.0 

12. 

7.2 

2 

Tubular  Well,  Mill  St. 

0 

0 

6.2 

8 

18 

o02 

o02 

.02 

0.2 

3.6 

1 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

a. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Holliston 

fl    P    W*>11  itH     Tan  in  P.  S. 

o 

3 

6.6 

26 

U6 

.15 

.29 

.06 

o.5 

Hi. 

5.0 

3 

G.  P.  Well  #2,  Tap  in  P.  S. 

1 

2 

6.1 

18 

U3 

.09 

.00 

.01 

1.U 

U7. 

25. 

3 

G.  P.  Well  #3,  Tap  in  P.  S. 

3 

6 

6.3 

27 

Ul 

.35 

.05 

.03 

0.0 

15. 

5.7 

3 

G.  P.  Well  #U,  Tap  in  P.  S. 

0 

5 

6.1 

20 

39 

•07 

•11 

♦01 

U.J 

J-U. 

P./ 

Pom  +  t'qI     9+       Tpqf  Wa"I"1 

0 

1 

6.3 

6 

38 

.01 

.00 

.00 

o.5 

32. 

2 

Holyoke 

Driven  Well  at  Wolchan  St.  off  Rte  202 

0 

3 

6.6 

26 

56 

.02 

.01 

.01 

0.0 

6.8 

3.U 

3 

Hopedale 

Tubular  Wells ,  Tap  in  P.  S. 

0 

8 

(•  f 

78 

37 

.28 

.03 

.03 

1.2 

lh. 

~~ 

3 

n    p   w»n  nA«r  M-tn  River 

0 

9 

7.2 

52 

31 

.68 

.31 

.13 

0.1 

15. 

3 

Hopklnton 

G.  P.  Well  #2,  Fruit  St.  Station 

6 

11* 

6.3 

17 

33 

0.9 

.19 

.03 

0.8 

25. 

12. 

3 

Hudson 

Crystal  Spring,  Tap  in  P.  S. 

0 

1 

6.2 

9 

22 

.01 

.00 

.00 

0.3 

16. 

6.0 

3 

Kane  Well 

1 

3 

6.2 

15 

32 

.07 

.01 

.00 

1.3 

12. 

9. 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

s 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Ipswich 

Tap  in  Mile  Lane,  G.  P.  Well  P.  S. 

11 

17 

7.0 

58 

73 

1.1 

.01 

.00 

o.U 

13. 

12. 

3 

Brown  G.  P.  Well,  Tap  in  P.S.Rte  1A 

2 

12 

•7  J. 

( .u 

112 

162 

0.7 

.11 

.06 

0.2 

23. 

22. 

3 

Tap  in  Town 

1 

9 

6.9 

87 

153 

.02 

.02 

.06 

0.3 

5.7 

— 

2 

Winthrop  G.  P.  Well 

8 

33 

6.6 

Ul 

67 

1.U 

.77 

.09 

0.6 

19. 

13. 

3 

Winthrop  Gravel  developed  well 

7 

37 

6.5 

U0 

59 

1.3 

0.8 

.10 

0.6 

17. 

9.5 

3 

Kingston 

G.  P.  Well  #1,  Soule  Pond 

0 

2 

o.U 

13 

19 

.02 

.18 

.02 

0.1 

13. 

7.5 

3 

G.  P.  Well  #2,  South  St. 

0 

5 

6.U 

13 

21 

.02 

.06 

.03 

0.1 

11. 

6.8 

3 

G.  P.  Well  #3,  Winthrop  St. 

0 

5 

6.2 

10 

23 

.01 

.07 

.01 

0.3 

2U. 

16. 

3 

Tap  on  system 

0 

0 

6.5 

19 

30 

.00 

.12 

.02 

0.1 

12. 

9.0 

1 

Lakevdlle (State  Hosp)  G,  P.  Well,  Raw 

0 

3 

6.0 

20 

h2 

o.U 

.03 

.01 

1.2 

7.0 

5.8 

3 

G.  P.  Well,  Treated 

0 

6 

6.U 

35 

39 

.U2 

.01 

.02 

1.2 

9.2 

2U. 

3 

Lakeville 

ho 

5U 

.01 

.09 

3.5 

1U. 

13. 

(Resott  Supply) 

Drilled  well,  Buena  Vista  Shores 

0 

2 

6.6 

.03 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Ot 

Alkalinity 

Hardness 

Iron 

Manganese 

aS 

M 

1 

a 

< 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Lancaster 
Industrial  School 

Tap,  Lancaster  Supply 

0 

2 

6.6 

23 

30 

.05 

.00 

0.7 

5.0 

U.5 

2 

G.  P.  Well,  Tap  in  P.  S. 

0 

2 

6.8 

21 

31 

.00 

.01 

.01 

0.6 

7.3 

Lu3 

3 

Tap  in  Town 

0 

2 

6.9 

22 

3U 

.02 

.01 

.01 

0.7 

6.2 

U.o 

3 

Lanesborough 

G.  P.  Wells,  Tap  in  P.  S. 

0 

0 

7.5 

172 

197 

.01 

.00 

.01 

o.U 

18. 

11. 

3 

Leicester 

Well  #3,  Tap  in  P.  S. 

0 

0 

7.7 

67 

8a 

.01 

.01 

.03 

0.3 

1U. 

9. 

2 

Jim  Dandy  Well 

0 

0 

6.7 

16 

33 

.01 

.00 

.02 

3.6 

11. 

a. 9 

2 

Lincoln 

Tower  Rd.  Gravel  well 

1 

It 

6.5 

2h 

63 

.13 

.01 

.02 

0.3 

28. 

Hi. 

3 

Littleton 

Tubular  Wells,  Tap  in  P.  S. 

0 

0 

6.1 

15 

63 

.02 

.00 

.01 

1.6 

7.1 

2 

Lowell  Gen.  Hosp. 

Deep  Tubular  Well 

0 

1 

7.1 

63 

80 

.01 

.01 

.01 

1.6 

25. 

606 

3 

Black  Brook  G.  P.  Wells 

ll 

15 

6.2 

13 

71 

U.2 

.U9 

.09 

0.8 

13U. 

2U. 

2 

Lower  Black  Brook  G.  P.  Wells  2     13     6.1    Hi     55     U.2    .1*6      .09    0.8    132    26.  2 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 

Q, 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Lunenburg 

Tap  in  Town 

0 

2 

6.3 

23 

-i  i  D 

118 

.0U 

.01 

•01 

0,3 

i-C  o 

3 

Go  P.  Well  #3  off  Lancaster  Ave. 

0 

3 

6.3 

18 

U5 

.06 

•02 

•03 

0,1 

23  • 

12. 

3 

G.  P.  Well  #1 

0 

0 

6.2 

16 

5o 

.01 

.03 

♦00 

0.6 

33. 

15. 

3 

G.  P.  Well  #2 

0 

3 

6.h 

13 

27 

.05 

.01 

•00 

0,1 

11. 

U.3 

3 

Lynnfield 

Tap  in  P.  S.,  Phillips  Road 

0 

13 

6.9 

90 

lhl 

.05 

.01 

.03 

U.6 

29. 

15. 

3 

G.  P.  Well  #1,  Tap  in  P.  S. 

0 

7 

6„U 

22 

79 

.00 

.00 

.01 

1.6 

35. 

1U. 

3 

Manchester 

P      "P     WaH    M~\    nAflr  main  S* 

0 

2 

6.h 

28 

59 

.02 

.12 

.01 

1.3 

3U. 

17  c 

3 

Mansfield 

G.  P.  Well  #1  main  P.  S. 

0 

a 

6.2 

9 

19 

.03 

.01 

.03 

0.2 

12. 

5.3 

3 

G.  P.  Well  #2,  W.  Mansfield 

0 

2 

15 

35 

.oh 

♦32 

.oU 

0.5 

26. 

8.5 

3 

G.  P.  Well  #3,  W.  Mansfield 

0 

2 

6.5 

13 

31 

.01 

.01 

.02 

0.8 

17. 

7.0 

3 

Tap  in  Town  Hall 

0 

0 

6.2 

16 

38 

.03 

.09 

.03 

162 

9.3 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 
o. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Marion 

G.  P.  Well  #1,  East  Well,  Rochester 

1 

15 

6.0 

1 

h 

11 

.15 

•02 

.10 

0o2 

1U. 

O.O 

d 

G.  P.  Well  #2,  West  Well,  Rochester 

1 

6 

6.1 

m  1 

m 

65 

•37 

•0U 

•Oo 

0.3 

13. 

i-L. 

3 

Tubular  Wells ,  Mary*  s  Pond  Road 

0 

2 

6.3 

19 

U5 

.11 

.00 

•03 

0o3 

n  cf 

9. 

3 

Tubular  Wells,  P.  S.  Rd.,  Marion 

0 

2 

6.3 

1U 

88 

.05 

.00 

.02 

o.U 

13  o 

7/5 

2 

^ap  on  System 

X 

TO 

-LvJ 

6.1 

10 

18 

-12 

•00 

.ou 

,oU 

22. 

13. 

1 

Marshfield 

Tubular  Wells 

0 

0 

6.5 

19 

23 

.ou 

.00 

.02 

0.1 

26. 

11. 

2 

G.  P.  Well  #2,  Parsonage  St. 

0 

3 

5.9 

1U 

72 

.03 

.02 

.02 

0.7 

120, 

38. 

1 

G.  P.  Well  #1,  Furnace  Brook 

2 

0 

6.U 

19 

Ul 

.13 

.00 

.03 

0.7 

33. 

16. 

2 

G.  P.  Well  #2,  Furnace  Brook 

0 

3 

6.2 

lU 

30 

.03 

.01 

.02 

0.6 

38. 

17. 

2 

G.  P.  Well  #3,  Main  &  Furnace  Sts. 

1 

h 

6.2 

12 

2h 

.06 

.00 

.02 

0.3 

37. 

17. 

2 

G.  P.  Well  #U,  Wheeler  Pit 

0 

0 

6.2 

16 

19 

.02 

.00 

.02 

0.9 

19. 

10. 

2 

Tap  in  Town  Hall 

1 

10 

6.U 

15 

26 

.19 

.00 

.02 

0.3 

26. 

12. 

1 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Q, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Mashpee 

G.  P.  Well  #1,  High  Wood  Water  Co. 

0 

3 

6.3 

8 

15 

.02 

.03 

.01 

0.1 

18. 

10. 

2 

G«  P.  Well  #2,  High  Wood  WaterCo. 

0 

5 

6.5 

8 

20 

.02 

.00 

.02 

0.2 

llu 

11. 

1 

Tap  on  System 

0 

0 

6.5 

12 

22 

.00 

.00 

.02 

0.2 

1U. 

11. 

1 

Mattapoisett 

G.  P.  Well  #3 

0 

0 

6.2 

12 

20 

.02 

.00 

.02 

0.3 

12. 

6.5 

2 

Tubular  Well  #2 

1 

5 

6.U 

17 

19 

.10 

.00 

.01 

0.1 

12. 

7.5 

2 

Tap  at  Town  Hall 

0 

a 

Hi 

22 

.02 

.00 

.01 

0.3 

12. 

6.5 

2 

Medfield 
ox*bt<6  nosp« 

Tubular  Wells.  TaD  in  P.  S. 

0 

5 

7.2 

33 

25 

•ou 

.ou 

.02 

o.5 

9.0 

'<"• . 

3 

Tap  on  System 

1 

6 

8.7 

57 

35 

.12 

.02 

.03 

0.5 

15. 

3 

Medfield 

G.  P.  Well  #1 

0 

0 

6.5 

30 

7b 

.05 

.00 

.00 

U.2 

hk. 

21. 

1 

G.  P.  Well  #2,  Charles  River 

0 

l 

7.1 

38 

71 

.oh 

.01 

.01 

3.7 

3U. 

11c 

3 

G.  P.  Well  #3,  Elm  St. 

0 

It 

8.6 

bh 

U3 

.01 

.01 

.01 

1.0 

13. 

18. 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Medway 

G.  P.  Well,  Tap  in  P.  S. 

0 

3 

6.6 

23 

67 

.02 

.01 

.00 

1.3 

23. 

11*. 

3 

G.  P.  Well,  Oakland  St.  P.  S, 

1 

I* 

6.2 

13 

27 

.21 

.06 

.oh 

2.8 

15. 

13. 

3 

Merriinac 

Tubular  Wells,  Tap  in  P.  S. 

6 

37 

6.2 

18 

Ul 

2.2 

.1*9 

.19 

0.2 

20. 

10. 

3 

Middleborough 

Dug  Well,  Raw  water 

7 

23 

6.3 

20 

1*9 

.81 

.17 

.05 

1.1* 

5o. 

29. 

3 

Outlet  of  Coke  Filter 

2 

7 

7.0 

U* 

1*9 

.23 

.06 

.02 

1.1* 

51. 

33. 

3 

Final  Effluent  of  Sand  Fi Iters 

1 

2 

7.0 

20 

1*6 

.05 

.00 

.02 

1.2 

1*8. 

20. 

3 

G.  P.  Well  #1,  Rock  Village 

0 

3 

6.3 

8 

27 

.01 

.00 

.01 

1.0 

38. 

23. 

3 

G.  P.  Well  #2,  Rock  Village 

0 

1* 

6.0 

9 

25 

.02 

.00 

.01 

1.3 

1*2. 

21*. 

3 

G.  P.  Well  #3,  East  Main  St. 

2 

3 

6.2 

35 

33 

.28 

.03 

.01 

1.2 

11. 

7.5 

3 

G.  P.  Wei}.  #U,  Tispaquir. 

0 

0 

6.0 

10 

32 

.08 

.02 

•oU 

1.1. 

28. 

11*. 

1 

Tap  at  Town  Hall 

0 

2 

6.2 

11* 

99 

.06 

.03 

.00 

0.7 

33. 

18. 

2 

Milford 

Dilla  St.  Well 

3 

13 

6.3 

27 

32 

2.9 

.62 

.11 

0.1 

11*. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground   Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

EC 

o. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

c 

1 

< 

Nitrate  N 

Chlorides 

Sodium 

Millbury 

Dug  Wells,  Tap  in  P.  S. 

0 

U 

8 

28 

.03 

.10 

.02 

0.5 

30. 

15. 

2 

Dority  Pond,  G.  P.  Well 

0 

i 

6.0 

Jo 

.5-1- 

m 

1  7 

.01 

76. 

35. 

3 

G.  P.  Well,  Oak  Pond 

0 

3 

5.9 

9 

61 

.01 

.16 

.03 

1.3 

91. 

3U. 

3 

Jacques  Curve,  Well  #1 

0 

2 

5.7 

10 

65 

•Oil 

.2U 

.35 

3.1 

60. 

29. 

3 

Jacques  Curve,  Well  #2 

0 

5 

6.1 

25 

56 

.02 

.26 

1.5 

1.6 

65. 

35. 

1 

Millis 

G.  P.  Well  #1,  Tap  in  P.  S. 

0 

9 

6.1 

36 

71 

.02 

.00 

•oh 

2.0 

32. 

13. 

2 

G.  P.  Well  #2,  Tap  in  P.  S. 

0 

uo 

6.3 

30 

70 

.05 

.00 

o2U 

1.6 

36. 

lit. 

1 

Monson 

G.  P.  Well  #1,  Bethany  Road 

0 

3 

6.1; 

15 

3U 

.00 

.00 

.01 

1.1 

15. 

5.8 

3 

G.  P.  Well  off  Palmer  Rd. 

1 

10 

6.1 

17 

32 

.21 

.02 

.08 

0.3 

13. 

5.9 

3 

Monson  State  Hosp. 

Tubular  Wells  before  treatment 

0 

2 

6.U 

19 

31 

.06 

o01 

.01 

0o6 

13. 

8.5 

3 

Tubular  Wells  after  treatment 

1 

3 

6.U 

19 

UO 

.06 

.01 

.02 

0.7 

12. 

8.5 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

80 

1 
a 

CO 

*s 

o* 
Z 

Montague (Turner  Falls) 
Fire  Dist. 

G.  P.  Well  off  Central  St. 

1 

3 

7.9 

5U 

65 

.10 

.23 

.03 

0.0 

6.0 

3.5 

3 

Springs,  Tap 

0 

0 

A  7 

23 

37 

•01 

.00 

.01 

0.1 

9.2 

3.5 

3 

Monterey 

Artesian  well 

0 

0 

7.2 

1  •  *- 

66 

80 

.02 

.00 

.00 

0.0 

U.5 

3.0 

1 

Reservoir 

0 

10 

7.1 

58 

76 

.06 

.00 

.12 

0.3 

9.0 

5.5 

1 

Nantucket  (Wannac  one  t 
Water  Co.) 

TSiVrnT ot>  Woii «»    TVpn+pd  Wvlers  Valley 

0 

3 

6.6 

1U 

27 

.02 

.00 

.00 

0.3 

22. 

Hi. 

3 

Tap  on  System 

0 

3 

6.6 

15 

26 

.08 

.00 

.01 

o.h 

2U. 

lb. 

2 

Nantucket  (Siasconset 
W.  Dept.) 

Dug  wells,  Tap  in  P.  S. 

1 

5 

6.5 

23 

25 

.31 

.00 

.01 

0.1 

1U. 

12. 

2 

G.  P.  Well,  Tap  in  P.  S. 

0 

3 

6.7 

23 

U3 

.03 

.00 

.02 

1.0 

ie. 

13c 

2 

Tap  on  System 

0 

2 

6.6 

3U 

39 

.00 

.00 

.02 

1.3 

21. 

13. 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19 70 


City  or  Town 

Source 

Turbidity 

Color 

a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  M 

Chlorides 

Sodium 

Natick 

G.  P.  Well,  Morse's  Pond,  Rogers  Res. 

0 

a 

6.U 

2h 

96 

.01 

.08 

.03 

1.8 

117. 

39. 

3 

G.  P.  Well  #1,  Pine  Oaks  after  treatment 

0 

3 

6.6 

5h 

103 

oOl 

.13 

.03 

0.6 

29o 

Hi. 

2 

G.  P.  Well  #3,  Pine  Oaks  before  " 

V 

o 

6.L 

10^ 

.03 

.23 

•Oh 

0.3 

53. 

16. 

2 

G.  P.  Wells  1  &  3,  Pine  Oaks  after  " 

0 

0 

6.6 

<"\ 

?J 

i  n)i 

-02 

-20 

.00 

• 

o.e 

55. 

Hi. 

1 

Dug  Well,  Springvale 

0 

8 

7.1 

52 

85 

.02 

.U3 

.oU 

0.9 

52. 

2U. 

2 

G.  P.  Well  #3,  Springvale  after  trt. 

0 

5 

7o3 

55 

82 

.01 

.1U 

.03 

0.1 

U8. 

21. 

2 

G.  P.  Well  why  oprxngvale  aix-er  xro. 

0 

5 

7.2 

56 

80 

.01 

.28 

.oU 

0.0 

U3. 

21. 

1 

G.  P.  Well  #5,  Scringvale  after  trt. 

0 

h 

7.3 

58 

89 

.01 

026 

.02 

o.e 

62. 

27. 

2 

Tap  in  Town  Hall 

0 

5 

6.8 

h9 

91 

o02 

.02 

.03 

o.e 

62. 

22. 

2 

Gravel  walled  well  at  Worcester  St. 

0 

8 

7.U 

5U 

92 

.01 

.26 

.06 

0.6 

51. 

1 

Needham 

Dug  well  #1,  Dedham  Ave.  P.  S. 

0 

2 

6.2 

1U 

70 

.03 

.01 

.00 

U.o 

U3. 

26. 

3 

G.  P.  Well  #2  Chas.  R.  St.  P.  S. 

0 

3 

6.9 

56 

81 

.02 

.00 

.02 

0.9 

29. 

13. 

2 

G.  P.  Well  #3,  Chas.  R.  St.  P.  S. 

0 

U 

6.7 

39 

67 

.01 

.00 

.00 

0.6 

36. 

16  o 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

A 

Milligrams  per  Liter 

OD 

1 

aj 

l/J 
«W 

o 

o 
Z 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Newbury 

Tubular  Wells,  Tap  in  P.  S. 

1 

10 

7.6 

117 

11x2 

.37 

.U6 

.12 

0.1 

23. 

Hi. 

1 

Tap in  rear  end  of  Distribution  Systen 

0 

3 

7.1 

55 

85 

.00 

.00 

.02 

0.5 

16. 

7o 

3 

Newburyport 

G.  P.  Well  #1,  Ferry  Rd.  P.  S. 

0 

0 

606 

2h 

U2 

•03 

.00 

.02 

0.7 

12. 

6.5 

1 

u  «  r  •  w  ex  J-  fftj  r  erry  rta . 

0 

5 

6.8 

ho 

78 

.02 

.00 

.02 

1.3 

31. 

31. 

1 

New  Marlborough 

Mill  River  Spring,  Tap  on  System 

0 

1 

7.6 

156 

153 

.03 

.00 

.01 

0.2 

3.8 

3 

Norfolk  MCI 

li.  r,  weiJ.  Dei  ore  xreaxnenu 

h 

27 

i  •> 

55 

83 

1.8 

.11 

.10 

0.2 

12. 

5.8 

3 

u.  r.  weJ_L  aixer  txeaxmeno 

0 

2 

6U 

93 

.03 

.03 

.08 

0.2 

12. 

5.8 

3 

Tubular  &  Dug  Wells 

0 

0 

7d 

29 

62 

.01 

.02 

.00 

0.3 

9.0 

1 

Dug  Well 

0 

3 

6.5 

23 

37 

„01 

.01 

.03 

0.5 

9.5 

U.7 

2 

Tubular  Wells 

0 

3 

6.2 

15 

25 

.01 

.00 

.02 

0.1 

16. 

5.0 

2 

Tap  on  System 

0 

0 

6.7 

33 

51 

.01 

.01 

.02 

0.2 

9.0 

5.3 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

• 

• 

1 

CO 

o 
o* 

z 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

NorioiK  ^ronciviu.e 

6.6 

18 

105 

.15 

53. 

IP. 

State  Hosp.  ) 

Tubular  Wells,  Tap  in  P.  S. 

0 

3 

.CO 

.00 

0.9 

3 

Norfolk 

MCI  &  Wrenthair.  State  Sch. ,  Tap 

1 

0 

7.0 

U2 

58 

.08 

.00 

.0? 

0.3 

17. 

5.5 

1 

Tap  on  System  #1 

0 

0 

6.7 

37 

80 

.03 

.00 

.CO 

0.3 

5.5 

1 

Tap  on  System  #2 

0 

5 

6.7 

% 

8U 

.03 

.00 

.CO 

1.7 

26. 

— 

1 

North  Adams 

New  G.  P.  Well 

2 

19 

e.i 

62 

72 

.11 

.01 

.03 

0.1 

2.2 

3 

North  Attleborough  Dug  Wells,  Tap  in  P.  S. 

0 

10 

7  1 

19 

51 

.15 

.08 

.03 

0.5 

19  c 

3 

Caisson  Well  #1 

0 

8 

Cc 

12 

35 

.07 

.00 

.09 

lch 

36. 

23. 

3 

Caisson  Well  #2 

0 

6 

6.1 

16 

55 

.02 

•01 

.01 

1.5 

16. 

12. 

2 

Caisson  Well  #3 

0 

U 

6.0 

lii 

50 

Ooo 

.CO 

.02 

1.7 

19. 

12. 

o 

c. 

G.  P.  Well  #5,  Kelly  Blvd. 

0 

h 

7.2 

U7 

5U 

.01 

.00 

.CO 

0.1 

27. 

15. 

3 

Tap  in  Town  Hall 

0 

12 

7.1 

53 

39 

.09 

.03 

.ou 

.05 

21. 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  7° 


City  or  Town 

Source 

Turbidity 

Color 

K 

p, 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Northampton 

G.  P.  Well  #1 

0 

2 

6.6 

27 

UO 

.00 

.00 

.01 

3.9 

u 

5.2 

2 

G.  P.  Well  #2 

0 

0 

23 

30 

.00 

.00 

.00 

1.2 

3.5 

1 

Northborough 

Brighair.  St.  G.  P.  Well 

0 

5 

6.5 

27 

61 

.08 

.05 

.02 

2.7 

12. 

6.1 

3 

Lyman  St.  G.  P.  Well 

0 

3 

6.6 

27 

U2 

.2b 

.09 

.02 

o.U 

13. 

6.6 

3 

Northbridge 

Tubular  Wells  at  Meadow  Pond  P.  S# 

0 

3 

6.3 

10 

£  r 

Its 

•■i-U 

08 

16  o 

9.2 

3 

Tubular  Wells  at  Cook  Allen  Res. 

0 

1 

1. 

no 

D2 

3.6 

3 

New  G.  P.  Well,  Tap  in  P.  S. 

1 

7 

6.1? 

15 

22 

.61 

.bk 

.28 

0.2 

5.3 

— .. 

3 

Northfield 

Tubular  Wells 

0 

0 

6.0 

5 

22 

.02 

.00 

.02 

o.e 

11. 

h.2 

1 

Norxon 

G    P   Well  #1.  Pine  St. 

0 

6 

6.2 

15 

28 

.01 

.19 

.02 

o.u 

11. 

7.0 

3 

G.  P.  Well  #2,  Pine  St. 

0 

0 

6.2 

12 

16 

.06 

.02 

.01 

0.1 

9.0 

6.7 

3 

$%  P.  Well  #3,  Newland  St. 

0 

0 

6.1 

7 

20 

.03 

.00 

.01 

0.3 

12. 

7.7 

3 

G.  P.  Well  #U,  Plain  St. 

0 

2 

6o3 

13 

20 

.02 

.08 

.02 

0oU 

9.6 

9.Q 

3 

Tap  in  Post  Office 

0 

3 

6.1 

IP 

52 

.01 

o00 

.02 

o.h 

9.5 

8.5 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

E 
ft 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Norton  (Wheaton 
College) 

uriven  weiij  iap  on  ^youcm 

0 

0 

6.5 

32 

120 

.00 

.01 

.02 

2.6 

52. 

21. 

2 

North  Reading 
(Rehab.  Center) 

niDiixar  n exxs j  iap  in  r.  o. 

U 

5 

6,8 

12 

12 

3*5 

.10 

.02 

o.U 

15. 

— 

1 

G.  P.  &  Tub.  Wells,  Skug  River 

0 

7 

5.9 

13 

31 

.11 

.07 

.05 

0.9 

25. 

11. 

3 

G.  P.  Well  #1  at  Martin's  Pond 

2 

1U 

6o3 

28 

51 

.76 

.35 

.10 

0.6 

U2. 

:i9. 

3 

G.  P.  Well  #2  at  Martin's  Pond 

56 

95 

6.3 

16 

U5 

30. 

.33 

.15 

0.3 

39. 

2 

Go  P.  Well  at  Furbush  Pond 

25 

19 

6.1 

21 

53 

.19 

.08 

0.1 

28. 

8.5 

3 

Norwell 

Li.  uevexopeu  wcjj.  tt-Lj  duul.ii  jii 

0 

3 

5.5 

7 

96 

•oU 

.03 

.01 

0.1 

2U8, 

112 

.  3 

q.  aevexopeo  wexx  rr<-,  urove  oi>. 

0 

2 

6.2 

11 

27 

.00 

.01 

.00 

o.U 

12. 

7.5 

3 

G.  developed  well  #3»  uro^e  '-'T.. 

0 

1 

6-2 

12 

50 

.01 

.01 

oOO 

0o5 

18. 

5.0 

3 

G.  developed  well  #U,  Ridge  Hill  Rd. 

0 

2 

5.9 

12. 

U6 

.01 

.03 

.01 

2.9 

U2. 

20. 

3 

G.  developed  well  #5,  Grove  St. 

0 

0 

6.3 

9 

38 

.01 

.00 

.01 

1.2 

23. 

11. 

3 

Tap  on  System 

0 

0 

5.9 

13 

Uo 

.00 

.00 

.00 

1.2 

20 

8.0 

1 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    water  Sources  for  Year  19 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Norwood 

G.  P.  Well  #1,  Tap  in  P.  S, 

1 

5 

6.U 

17 

130 

.02 

.00 

.00 

1.5 

120. 

— 

1 

G.  P.  Well  #2,  Tap  in  P.  S. 

1 

5 

6.3 

22 

130 

.02 

.00 

.00 

1.5 

105. 

— 

1 

Plant    Raw  water.  Ent.  to  filters 

3 

15 

7.9 

12 

6U 

5.5 

.02 

.50 

0.0 

U7. 

— 

1 

Final  Effluent  of  Sand  Filters 

1 

18 

7.5 

tl 

20 

.30 

.00 

.50 

0.2 

8.0 

1 

Buckmaster  Pond  G.  P.  Well 

0 

13 

6.6 

9 

U2 

.09 

.01 

.16 

.07 

61. 

1*2. 

2 

Tap  on  System 

l 

16 

6.8 

h 

22 

.36 

.02 

.16 

0.3 

18. 

17. 

2 

Oak  Bluffs 

Springs  direct  from  punro  well 

l 

3 

6.1 

8 

15 

•17 

o01 

.01 

0.1 

12. 

7.2 

3 

G.  P.  Wells 

h 

8 

6.5 

9 

13 

.77 

.01 

.01 

0.1 

11. 

7.2 

3 

Tap  in  Water  Dept.  Office 

0 

6 

6.2 

9 

12 

.U0 

.00 

.01 

0.1 

12. 

7.2 

2 

Orange 

tf.  P.  Well  at  Magee's  Meadow 

0 

2 

6.1 

9 

3h 

.0U 

.11 

.02 

o„5 

28. 

11.' 

f  3 

Crystal  Spring 

0 

9 

6.5 

U 

18 

.07 

.00 

.oh 

0.0 

16. 

5.0 

3 

Tap,  16  West  Myrtle  St. 

0 

1 

6.0 

11 

36 

o02 

.06 

.00 

0.5 

31. 

li. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  ofGround      Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

S 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Orleans 

G.  P.  Well  #1,  Tap  in  P.  S. 

2 

2 

6.1 

6 

15 

.21 

.00 

.02 

0.0 

22. 

11. 

3 

G.  P.  Well  #2,  Tap  in  P.  S. 

0 

2 

6.2 

11 

16 

.09 

.00 

.01 

0.0 

21. 

12. 

3 

G.  P.  Well  #3,  Tap  in  P.  S. 

0 

1 

6.2 

6 

13 

.05 

.00 

.01 

0.0 

21. 

11. 

3 

Tap  in  Town  Hall 

0 

2 

6.1 

7 

16 

.01 

.00 

.01 

0.0 

21. 

12. 

3 

Oxford 

G.  P.  Well  #1 

o 

6.2 

18 

kl 

.01 

.01 

.01 

0.6 

22. 

10. 

3 

G.  P.  Well  #2 

0 

5 

6.2 

18 

36 

.02 

.01 

.02 

1.2 

22  o 

8.7 

2 

G.  P.  Well,  Partridge  Rd. 

0 

0 

6.6 

28 

32 

.03 

.00 

".02 

0.1 

6.0 

3.5 

1 

Palmer  (Eondville 
Water  Co.^ 

•    Cl  LCI       VU  |  J 

Tubular  Wells 

0 

0 

6.U 

11* 

31 

.00 

.01 

.01 

0.3 

7.2 

5.5 

2 

Palmer  (Three 
Rivers) 

Tubular  Wells,  Tap  in  P.  S. 

7 

12 

6.6 

2h 

33 

.51 

.01 

.03 

1.2 

12  o 

7.8 

3 

G.  P.  Well  off  Oak  St. 

0 

2 

6.6 

21 

U3 

.01 

.23 

.11 

1.6 

8.0 

5.9 

3 

Palmer  (F.D.  #1) 

Tubular  Wells ,  Tap  in  P.  S. 

0 

1 

6.U 

22 

Uli 

o00 

.00 

.00 

1.0 

U. 

7.0 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 

a, 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Peabody 

w#  rine  ot/«  *ie±x 

0 

6 

6.3 

U3 

76 

.01 

.12 

•oU 

0.9 

36. 

1U. 

3 

Johnson  St.  Well 

n 

Hi 

6.7 

^7 

91 

.37 

•  5U 

.11 

o.5 

3U. 

12. 

3 

Pembroke 

G.  P.  Well  #1,  Hobomock  P.  S. 

r> 
j 

o 

7 

6.1 

12 

26 

•!i6 

.11 

.01 

1.0 

17. 

6.5 

3 

G.  P.  Well  #2,  Tap  in  P.  S. 

0 

3 

6.1, 

26 

2h 

.16 

.02 

.00 

.08 

19. 

1U.< 

2 

Tan  in  Town  Hall 

0 

2 

6.6 

38 

28 

.19 

.01 

.00 

o.e 

18. 

17. 

2 

Pepperell 

Tubular  Wells,  Tan  in  P.  S. 

0 

11 

6.3 

9 

16 

.05 

.00 

.05 

0.2 

7.3 

a.o 

n 

Plainville 

Gf.  P.  Well  #1  off  Rte  106 

0 

1 

5.7 

9 

26 

.12 

.17 

.06 

0.8 

36  o 

13.J 

:  2 

G.  P.  Well  #2  off  George  St. 

0 

6 

7.7 

27 

20 

.12 

.22 

.06 

0.0 

30. 

17. 

Tap  in  Town  Office 

0 

5 

7.U 

37 

28 

.13 

.00 

.02 

o.u 

32. 

G.  P.  Well 

1 

2 

5.7 

ll 

15 

.19 

.00 

.02 

0.3 

12. 

7.5 

3 

Plymouth  (W.  Dept.)G.  p.  Well,  Wanno's  Pond 

1 

6 

6.0 

7 

13 

c22 

.oa 

.03 

0.0 

1U. 

8.U 

2 

G.  P.  Well,  Ship  Pond 

0 

0 

6.1 

8 

15 

.02 

.00 

.00 

o.o 

1U. 

8o2 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town  Source 

Turbidity 

Color 

X 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Plymouth  (Aqua  Corp.)    Drilled  Well,  Lookout  Point 

0 

2 

6  .It 

7 

13 

.03 

.00 

.02 

0.1 

12. 

6.0 

3 

Drilled  Well,  Nameloc  Heights 

0 

2 

6.3 

9 

16 

.10 

.00 

.01 

0.0 

13. 

5.7 

3 

Dri lied  Well .  Surf side 

0 

a 

6.0 

11 

21 

.oh 

.00 

.01 

0.0 

16. 

6.0 

2 

0 

i 

6.0 

8 

27 

.05 

.00 

.01 

0.0 

16. 

6.5 

2 

Colony  Beach,  Manonet 

0 

0 

6.2 

10 

111 

.08 

.09 

.01 

0.0 

15. 

6.2 

3 

■D-^^ir-; n«o+ nun                   (i    13 _  Well*?.  No.  Truro 

0 

U 

6.3 

12 

52 

.26 

.21 

.02 

0.1 

125- 

67. 

3 

0 

2 

6.5 

6 

22 

.02 

.00 

.00 

0.2 

h2. 

Hi. 

3 

0 

2 

6.3 

19 

3U 

.07 

.00 

o00 

0.2 

U5. 

20. 

2 

Randolph                  G.  P.  Well  #1,  So.  St.  Holbrook 

0 

0 

6.3 

uo 

70 

.00 

.16 

.10 

2.7 

28. 

1U. 

2 

G.  P.  Well  #3,  So.  Street 

107 

137 

6.5 

52 

180 

12. 

1.7 

.06 

0.9 

26. 

13. 

2 

Tubular  Well  #2,  Donna  Rd. 

0 

1 

6.U 

21 

65 

.00 

.02 

.02 

1.3 

28. 

13. 

2 

Devine  School,  No.  Randolph 

3 

22 

7.U 

20 

32 

1.0 

.00 

.10 

0.6 

UH. 

30. 

1 

Tap  in  Town  Hall 

1 

6 

7c3 

16 

32 

.08 

.00 

.08 

0.6 

hk. 

30. 

1 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19?° 


City  or  Town 

Source 

Turbidity 

Color 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Raynham  [ao,  &») 

1  uDii  i  ar  noj-La 

0 

2 

5.3 

10 

21 

.01 

o00 

o01 

0.5 

10. 

— 

3 

Caisson  Well 

0 

2 

5.9 

12 

39 

.03 

c00 

.01 

u.6 

37. 

19. 

3 

Tap  at  331  King  Phillip  St. 

0 

3 

6.0 

ia 

67 

.01 

.01 

.03 

0.7 

13. 

6.2 

2 

Raynham  Center 

!j£LLo3UIi   ncix    uii  uv# 

0 

7 

5o8 

9 

38 

026 

.22 

.03 

0.7 

lho 

7.7 

3 

Uaisson  weiij  oonnson'o  runu 

0 

3 

5.8 

10 

30 

.07 

.10 

.03 

0.7 

11. 

7.0 

3 

lap  111  1  Own  naiJ- 

0 

2 

5.9 

ii 

30 

.05 

.15 

.02 

0.7 

12. 

9.U 

2 

Reading 

P.  S.  #1  at  100  Acre,  Raw  water 

5 

95 

6.1 

27 

59 

13.2 

.56 

.20 

0.2 

U3. 

17. 

3 

Effluent  of  Aeration 

21 

25c 

6.3 

27 

55 

16. 

.U9 

.1*8 

0.1 

55. 

27. 

3 

Effluent,  Sed.  Basin 

0 

33 

9.2 

75 

U7 

*5U 

.02 

.35 

0.1 

122 

,  10U 

.  3 

Effluent,  San  Filter 

0 

20 

9.0 

52 

37 

o02 

.02 

.16 

0.3 

125. 

95. 

3 

Revay  Meadow,  G.  P.  Well  #1 

0 

37 

6.3 

35 

121 

.32 

.78 

.12 

2.9 

1U0 

,  81. 

h 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Lite 

r 

Turbidity 

Color 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Tubular  Wells ,  Raw  water 

0 

7 

6.2 

1U 

27 

.06 

.07 

.05 

0.U 

13. 

3 

Tubular  Wells,  treated 

1 

12 

8.6 

U6 

59 

o09 

.07 

.05 

o.u 

21. 

13. 

3 

Rowley 

Tubular  Wells ,  Tap  in  P.  S. 

0 

2 

7.3 

87 

133 

•12 

.00 

♦00 

0.7 

36. 

13. 

3 

New  G.  P.  Wells  at  Rtes  17  &  133 

5 

10 

6.5 

31 

78 

.76 

.00 

.00 

1.1 

69. 

28. 

3 

Royalston 

Tap  in  P.  S. 

7 

23 

7.3 

51 

61 

1.6 

.25 

ol2 

0.0 

17. 

3 

Russell 

G.  P.  Well  n 

7 

20 

7.2 

36 

U7 

.73 

.03 

.02 

0.6 

13. 

3.7 

3 

Rutland 

Cool  Sandy  Beach  Supply,  Tap 

0 

3 

7.7 

69 

58 

.03 

.00 

.03 

0.0 

3.3 

2 

Salisbury- 

G.  P.  Well  #5,  Tap  in  P.  S. 

1 

6 

6.6 

21 

30 

.22 

.00 

.00 

0.2 

25. 

11. 

2 

G.  P.  Well  #6,  Tap  in  P.  S. 

0 

0 

6oU 

25 

61 

c03 

.01 

.00 

0.6 

63. 

29. 

3 

G.  P.  Well  #7,  Tap  in  P.  S. 

0 

u 

7.5 

62 

77 

.09 

.00 

.00 

0.3 

18. 

U.U 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19?0 


City  or  Town 

Source 

Turbidity 

Color 

X 

a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

O  aUlCIW  1CI1 

2  G.  P.  Wells.  Tupper  Rd. 

0 

3 

6,0 

10 

T  ft 

no 

.  JU 

2^. 

12- 

2 

ft    V    Well  6 A 

0 

0 

6.6 

22 

.23 

•  If 

.UU 

•'-O 

U.J. 

TO. 
J-7  • 

9-0 

2 

Tftr>  -In  Triwri  IT  all 

0 

0 

6.2 

10 

10 

•05 

.'JU 

•uj 

U.U 

1R 

J-U  . 

9-0 

2 

Scituate 

G.  P.  Well  #2,  Kent  St. 

0 

0 

6.5 

35 

76 

.01 

.00 

.01 

0.8 

50. 

32. 

1 

G.  P.  Well  #10 

0 

U 

6.6 

25 

81 

.09 

•01 

.00 

1.U 

7U. 

23. 

u 

G.  P.  Well  #11 

0 

3 

6.6 

39 

56 

.01 

.01 

.00 

1.0 

37. 

17/ 

b 

G.  P.  Well  #17 

0 

Hi 

6.5 

20 

39 

.03 

.07 

.07 

0.2 

25. 

23. 

2 

G.  P.  Well  #18A 

0 

3 

6.U 

13 

58 

.02 

.00 

.00 

0.3 

66. 

25. 

u 

G.  P.  Well  #19 

0 

3 

6.U 

23 

63 

.03 

.01 

.00 

1.5 

53. 

22. 

3 

G.  P.  Well  #21 

0 

0 

6.1 

21 

52 

.03 

.00 

.00 

0.7 

58. 

27. 

1 

G.  P.  Well  #22 

0 

2 

6.6 

25 

63 

.01 

.00 

.00 

0.8 

55. 

17. 

3 

Raw  water-Old  Oaken  Bucket 

6 

205 

6.b 

U 

30 

2.6 

.16 

.06 

0.0 

U6. 

20. 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

T1 
Q. 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

 L 

No.  of  Samples 

Cont'd. 
Scituate 

Settled  Water-Old  Oaken  Bucket 

0 

20 

5o0 

3 

36 

.17 

.0U 

o06 

0.0 

Ww 

2lu 

1 

Finished  water-Old  Oaken  Bucket 

0 

8 

5.0 

1 

28 

.07 

.13 

.05 

0.0 

U6. 

2U. 

2 

Tap  in  Town  Hall 

0 

5 

6.7 

36 

U6 

.02 

.00 

.01 

o.5 

30. 

27. 

1 

Seekonk 

Tubular  Well  #1,  Brown  Ave.  P.  S. 

0 

2 

6.7 

35 

62 

.03 

.01 

.00 

1.3 

19. 

10. 

3 

G.  P.  Wells  2  &  3,  Newman  Ave. 

0 

5 

6.8 

39 

57 

.02 

.02 

.00 

1.0 

19. 

13. 

2 

Sharon 

G.  P.  Well  #2,  Moose  Hill  Pkwy. 

0 

9 

6.5 

31 

hh 

0.6 

.21 

.03 

1.3 

18. 

12. 

3 

G.  P.  Well  #3,  Farnham  Rd. 

0 

8 

6.5 

2U 

52 

.12 

.23 

.05 

1.0 

20. 

10. 

3 

G.  P.  Well  #U  off  Tree  Lane 

0 

1 

6.7 

U2 

81 

.01 

.00 

.00 

5.6 

U3. 

26. 

3 

Tap  in  Town  Hall 

0 

U 

6.6 

hh 

70 

.29 

.08 

.01 

3.8 

36. 

20. 

2 

Sheffield 

Far*  House  Spring-Direct 

0 

0 

6.6 

23 

26 

.01 

.01 

.00 

0.1 

2.5 

1.U 

h 

Red  Rock  Spring-Direct 

0 

1 

6.U 

17 

20 

.01 

.00 

.00 

0.1 

1.0 

h 

Smith  Spring,  Direct 

0 

0 

6.5 

18 

19 

.00 

.00 

.00 

0.2 

1.1 

h 

G.  P.  Well  off  Rte  7 


7.8    136    13U    .02    .00      .00    0.0    1.1    —  h 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of    round    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Shirley 

Dug  Wells,  Tap  near  pump 

1 

0 

5.5 

a 

31 

.05 

.07 

c01 

1.6 

19. 

10. 

3 

G.  P.  well,  Tap  m  P.  o. 

0 

1 

6.14 

17 

33 

.ou 

.03 

.02 

0.9 

2U. 

9. 

3 

Shirley  (Ind. 

Sch.) Tubular  Wells,  Tap  in  P.  Se 

3U 

U2 

7.0 

61 

65 

1.0 

o.h 

.07 

0.0 

21. 

9. 

3 

Shrewsbury 

South  St.  Wells,  Tap  in  P.  S. 

2 

11 

6.3 

28 

53 

o.h 

o06 

.01 

o.h 

23. 

18. 

3 

Go  P.  Well  #1,  No.  Quinsigamond 

0 

3 

6.2 

37 

7U 

oOl 

.00 

.00 

1.1 

31. 

17. 

? 

G.  P.  Well  #2,  No.  Quinsigamond 

0 

3 

6.I4 

33 

71 

.05 

oOl 

.00 

0.9 

26. 

19. 

2 

G.  P.  Well,  Sewell  St. 

0 

3 

6.I4 

19 

U6 

.02 

.01 

oOO 

0.8 

21. 

11. 

3 

Somerset 

tf.  P.  Well  #2,  Brook  St.  Dighton 

0 

2 

6.8 

hh 

31 

.01 

oOl 

.01 

1.2 

7.3 

3 

Southampton 

G.  P.  Well,  Tap  at  Well 

0 

0 

7d 

23 

27 

o02 

oOO 

.00 

0.6 

5.0 

5. 

3 

Southfield 

Springs,  Tap  on  System 

0 

1 

7.U 

89 

111 

oOU 

oOO 

.00 

0.1 

lie 

1.U 

2 

Sterling 

tubular  Wells,  Tap  in  P.  S. 

0 

1 

6.3 

29 

61 

.Oh 

,00 

oOl 

0.6 

26.. 

13. 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont»d. 

Sterling 

New  G.  P.  Well 

0 

8 

6.2 

2U 

81 

.01 

.00 

.02 

0.6 

6U. 

30. 

3 

Stockbridge 

Springs,  Tap  in  Town 

0 

3 

7.U 

U3 

56 

.03 

•03 

.00 

0«fJ 

1.0 

c 

Stoughton 

Tubular  Wells ,  Harris  Pond  P.  S. 

0 

1 

6.U 

18 

U3 

.02 

.01 

.01 

1.5 

25. 

1U. 

3 

G.  P.  Well,  Fennel  Site,  West  St. 

0 

3 

6.U 

23 

U3 

•05 

•03 

•01 

10. 

o 

7© 

J 

G.  P.  Well,  MacNamara  Site 

0 

3 

6.1 

33 

.02 

.01 

.03 

o.U 

10. 

8. 

3 

Sturbridge 

G.  P.  Well  #2,  Tap  in  P.  S. 

8 

17 

6.2 

9 

89 

2.0 

.10 

•ou 

0.1 

82. 

9.5 

2 

Sudbury 

G#  P.  Well  #2,  Raymond  Rd. 

0 

2 

753 

:  57 

8U 

.02 

.01 

.01 

0.1 

16. 

8 

3 

G.  P.  Well  #3,  Pratt's  Mill  Rd. 

0 

3 

6.9 

30 

35 

.01 

.01 

.02 

2.7 

21. 

17. 

3 

G.  P.  Well  #U,  Warren  Rd. 

0 

U 

7.3 

U6 

60 

.01 

.00 

.01 

2.7 

16. 

15. 

3 

G.  P.  Well  #5,  Rte  117 

0 

3 

7.3 

3U 

39 

.32 

.03 

.01 

O.U 

13. 

13. 

3 

Tap  in  Town  Hall 

1 

u 

7.5 

61 

76 

.16 

.00 

.01 

O.U 

19. 

9. 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  70 


City  or  Town  Source 

Turbidity 

Color 

a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Sunderland              Tubular  Wells,  Tap  in  P.  S. 

0 

0 

7  1 

55 

.00 

.00 

.01 

0.0 

5.5 

2.9 

2 

Sutton  (Water  Co.)  Dug  Well,  Direct 

0 

0 

6.6 

23 

73 

.05 

.01 

.01 

U.5 

22. 

12. 

2 

Tubular  Wells ,  Tap  in  Town 

3 

18 

7.3 

53 

112 

•U9 

oOO 

.16 

1.1 

27. 

12. 

2 

Weir  Springs,  Direct 

0 

0 

6.3 

19 

66 

.02 

.00 

.01 

U.o 

50. 

22. 

2 

G.  P.  Well  #1,  Tap  in  P.  S. 

0 

0 

6  2 

15 

25 

.03 

.03 

.00 

0.0 

21. 

13. 

3 

G.  P.  Well  #2,  Tao  in  P.  S. 

0 

0 

o.c 

Hi 

25 

.02 

.03 

.01 

0.0 

25. 

Hi. 

3 

G.  P.  Well  #3,  Tap  in  P.  S. 

0 

0 

16 

2U 

o02 

.03 

.01 

0.0 

28. 

lb. 

3 

Swansea                   G.  P.  Well  #1,  Midwood 

1 

13 

6.2 

17 

18 

.26 

•17 

.05 

0.1 

6.7 

2 

G.  P.  Well  #2,  Midwood 

3 

30 

6.2 

16 

29 

0.8 

.16 

.16 

0.1 

11. 

8. 

3 

G.  P.  Well  #3,  Midwood 

2 

23 

6.2 

17 

2U 

.53 

.5U 

.15 

0.1 

Hi. 

8. 

2 

G.  P.  Wells  U  &  5,  Maker  P.  S. 

0 

0 

6.1 

Hi 

59. 

.03 

.02 

.01 

2.7 

17. 

12. 

2 

G.  P.  Well  #6,  Vinnicum 

0 

3 

6.2 

16 

15 

.07 

.01 

.01 

1.0 

Hi. 

11. 

3 

G.  P.  Well  #7  near  Maker-Raw 

7 

7 

6c3 

20 

56 

.50 

.12 

.oU 

0.9 

20. 

9.0 

1 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd, 

Swansea 

G.  P.  Well  #7,  Finished 

0 

0 

6.5 

23 

60 

.2U 

.12 

.00 

0.9 

21. 

9.5 

1 

Tap  in  Town 

1 

7 

6.U 

25 

57 

.26 

.07 

.01 

1.2 

17. 

11. 

2 

Taunton (P .A. 
Cever  bcnooi; 

p.   p  w»n  Jt\ 

lj.   r»  ncil  ffX 

0 

U 

6.1 

17 

39 

•08 

.05 

2.0 

3.7 

11. 

6.2 

3 

G,  P.  Well 

0 

h 

6.3 

18 

U5 

.03 

.07 

2.3 

3.9 

11. 

9.0 

3 

G.  P.  Well  #3 

0 

h 

6.U 

18 

35 

.09 

.13 

.00 

1.2 

5.7 

9.5 

3 

Tenrpleton 

rc    P    W*»1 1  ^1  at,  Rflldwinville 

0 

1 

6.2 

12 

17 

.02 

o00 

.00 

1.0 

12. 

7.2 

3 

G#  P#  WeJ-J.  ifc.  oil  Hte  xu±,  Uj«  leinpxeooii 

3 

7 

5.9 

10 

23 

1.3 

.03 

.01 

0.2 

15. 

7.5 

3 

E.  Templexon,  Lr,  r,  wejj. 

0 

9 

5.9 

18 

80 

.90 

.00 

.00 

0.2 

15. 

8.5 

1 

Tewksbury 

G.  P.  Well  #1 

1 

33 

6J 

13 

29 

.33 

.16 

.11 

0.8 

30. 

12. 

2 

G.  P.  Well  #2 

3 

35 

6.U 

28 

60 

1.5 

.02 

.12 

3.9 

17. 

1 

G.  P.  Well  #3 

0 

7 

6.C 

11 

35 

,22 

.05 

.05 

2.L 

30. 

13. 

3 

G.  P.  Well  #U 

0 

7 

6.1 

15 

29 

.10 

.17 

.11 

0.5 

2h. 

13. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  1970 


City  or  Town  Source 

Milligrams  per  Liter 

Turbidity 

Color 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Tevksbury               G.  P.  Well  #5 

0 

2 

6.1 

11 

3U 

.05 

.02 

.01 

3.8 

21*. 

12. 

3 

G.  P.  Well  #6 

0 

7 

5.9 

10 

39 

m 
•UJ- 

n  t 

O  Q 

18. 

G.  P.  Well  #7 

0 

30 

6.3 

37 

67 

.03 

T  ft 

1.0 

•-L1 

-»o. 

■s 

j 

G.  P.  Well  #8 

0 

3 

6.1 

9 

53 

.07 

.02 

.02 

1.5 

38. 

17. 

3 

G.  P.  Well  #9 

0 

6.1 

ox 

o? 
•w 

.01 

3.2 

32. 

16. 

3 

G.  P.  Well  #10 

0 

0 

6.1- 

19 

82 

.01 

.07 

,00 

1.0 

16. 

9. 

2 

G.  P.  Well  #11 

0 

0 

6.3 

16 

31 

.02 

.00 

.01 

1.8 

18. 

8.5 

2 

G.  P.  Well  #12 

6 

18 

6.5 

2U 

35 

0.8 

.03 

.02 

0.1 

13. 

5.5 

2 

Center  of  Town 

0 

8 

6.0 

13 

35 

.03 

.09 

.05 

1.3 

31. 

15. 

3 

Tewksbury(State  hos.)01d  Wells,  Tap  in  P.  Sc 

0 

8 

6.2 

32 

U3 

.07 

.22 

•08 

1.8 

26. 

11. 

3 

New  Tubular  Wells,  Tap  in  P.  S. 

0 

7 

6.2 

20 

U7 

o35 

.111 

.03 

0.8 

28. 

15. 

3 

Tap  in  Administration  Eldg. 

0 

5 

6.2 

18 

38 

.07 

.05 

.03 

1.1 

2U. 

13. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 


Source 


-a 


o 

i-H 

O 

o 


Milligrams  per  Liter 


>> 
'3 

•p-H 


a 


CO 


c 

o 

S 

< 


CO 
0) 

o 

■ — t 
Si 

o 


£ 

3 

-3 

O 

CO 


Tisbury 


Topsfield 

Towns  end 

Upton 

Uxbridge 

Wakefield 


Tashmoo  Spring 

New  G.  P.  Well 

G.  P.  Well  #1,  Edgartown  Rd. 

G.  P.  Well  #2,  W.  Spring  St. 

Tap  in  Town,  Franklin  St. 

Tubular  Wells,  Tap  in  P.  S. 
Wylde  Wood,  W.  W.,  Tap  on  System 

Tubular  Wells,  Tap  in  P.  S. 

Tubular  Wells,  Tap  in  P.  S. 

G.  P.  Well  #1,  Tap  in  P.  S. 
G.  P.  Well  #2 

Bay  State  Dug  Well,  Tap  in  P.  S. 


0 
0 
0 
1 
0 

0 
0 


6.2 
6.3 
6.7 
6.5 
6.U 

6.8 
7.3 

6.0 

6.0 

6.1 
6.0 


7 

5 

2U 
12 
8 

38 
73 


12 

15 
19 


18 

6 

9 

11 
10 

57 
101 

13 

35 

33 
36 


.03 
.02 
.01 

oi5 
.03 

.01 
.09 

.01 

.Oil 

.28 
0.9 


.02 
.0U 
.00 
.02 
.01 

.01 
.00 

.00 

.00 

o.u 

.23 


.02 
.00 
.01 
.01 


0     3       6.6    60     127    .0U  ,0U 


.00 
.00 

.00 

.01 

.09 
.03 

.01 


0.0 
0.0 
0.1 
0.0 


.oi  o„: 


0.9 

1.5 

0.3 

0.9 

0.6 
1.1 


lii. 
11. 
21. 
13. 
Hi. 

19. 

21. 

10. 

21. 

19. 
15. 


9.0 
8.0 
8.5 

5.5 
8.0 

u.e 

8. 
12. 


3.0    61.    2lu  2 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  ofGround      Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

s 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Walpole 

Tubular  Wells,  Washington  St. 

1 

11 

6.2 

28 

57 

•U2 

.33 

.03 

1.5 

5o. 

18. 

2 

G.  P.  Well  fflf  Mine  Brook 

13 

30 

o.u 

33 

105 

0.6 

0.7 

.02 

1.2 

88. 

8U. 

3 

G.  P.  Well  #2,  Mine  Brook 

5 

117 

6.U 

30 

53 

U.2 

,12 

.00 

0.0 

22. 

13. 

2 

Tap  in  Town  Hall 

2 

5 

6.3 

28 

67 

.13 

.25 

.01 

1.2 

116. 

63. 

2 

Ware 

Large  Well  before  treatment 

0 

0 

o.u 

21 

33 

.03 

.00 

.00 

1.1 

13. 

6.5 

3 

Tap  in  P.  S.  alter  treatment 

0 

3 

99 

30 

.02 

.01 

.00 

1.1 

Hi. 

3 

Wareham  (Fire 

Dis.)G.  P.  Well  #1,  Maple  Springs 

0 

2 

6.2 

10 

8 

.00 

.00 

.00 

0.0 

6.8 

5.2 

3 

G.  P.  Well  #2,  Maple  Springs 

1 

3 

6.3 

13 

9 

.m 

.00 

.00 

0.0 

6.8 

5.0 

3 

G.  P.  Well  #3,  Maple  Springs 

1 

8 

6.0 

11 

11 

.29 

.02 

.06 

0.0 

6.1 

5.0 

3 

G.  P.  Well  #U,  Maple  Springs 

0 

1 

6.0 

10 

10 

.01 

.00 

.00 

0.0 

8.0 

5.0 

3 

Tap  in  Dist.  Office 

0 

0 

6.1 

1U 

2h 

.02 

.00 

.00 

0.1 

7.0 

5.5 

1 

Wareham (Onset  F.D.)G.  P.  Well  #5,  Red  Brook 

0 

1 

5.8 

6 

12 

.05 

.00 

.02 

1.0 

Hi. 

6.0 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  ?° 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

K 

Alkalinity 

Hardness 

Iron 

Manganese 

z 
a 

a 

§ 

s 

< 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

u  _______  Alt  7~i  \ 

Warren  vw.u.; 

0 

3 

6.U 

11 

18 

.01 

.01 

.02 

0.2 

6.6 

3.5 

3 

Warren  (W.Warren 
Water  Co.) 

Dug  weU-s,  lap  in  vixxape 

o 

c 

12 

77 

1.11 

.00 

.ou 

.u 

100, 

31. 

3 

Wayland 

G.  P.  Well  #1,  Baldwin  Pond 

0 

1 

6.1 

U7 

89 

.08 

.09 

.02 

1.1 

15. 

7.7 

3 

G.  P.  Well  #2,  Baldwin  Pond 

1 

5 

6.3 

39 

86 

.11 

.12 

.02 

1.7 

15. 

1 

G.  P.  Wells  1  &  2,  Baldwin  Pond 

0 

0 

6.5 

50 

92 

.06 

.08 

.02 

1.2 

17. 

7.7 

2 

G.  P.    Well  #3,  Baldwin  Pond 

0 

u 

6.5 

39 

85 

.05 

.05 

.02 

3.7 

ll*. 

7.5 

3 

G.  P.  Well  #1,  Happy  Hollow 

0 

1 

6.2 

33 

81 

.00 

.00 

.01 

3.U 

35. 

12. 

3 

r.    P    WpH  #9    Hannv  Hollow 

0 

0 

6.U 

U3 

lib 

.00 

.01 

.01 

U.7 

59. 

20. 

3 

G.  P.  Well  #1,  Canpbell  Rd. 

0 

1 

A  A 
o  #u 

28 

70 

„00 

.05 

.02 

0.2 

11. 

5.2 

3 

Tap  in  Town  Hall 

0 

0 

6.7 

35 

76 

.00 

.00 

.00 

.01 

2.1 

2 

Webster 

Wells,  Tap  in  P.  S. 

0 

3 

6.U 

22 

32 

.05 

.07 

.ou 

0.5 

18. 

8.0 

3 

G.  P.  Well  #2 

0 

2 

6.3 

29 

Ul 

.03 

.06 

.03 

0.7 

26. 

1U. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Wellesley 

2  Dtig  Wells,  Wellesley  Ave. 

0 

2 

6.7 

55 

87 

.03 

.18 

.02 

0.9 

U6. 

20. 

3 

2  G.  P.  Wells,  Marses  Pond 

0 

5 

6.6 

1*5 

81* 

.23 

.32 

.06 

0.7 

58. 

22. 

3 

G.  P.  Well  Rosemary  Brook 

0 

5 

6.5 

1*1 

68 

.03 

.22 

.03 

O.y 

i.i. 

± 

G.  P.  Well,  Longfellow  Pond 

0 

0 

6.5 

hh 

80 

.02 

.02 

.02 

0.8 

60. 

— 

1 

G.  P.  Well,  Coughlin 

n 

v_/ 

i 

6.5 

1*1 

72 

.02 

.28 

.06 

0.7 

55. 

1 

Tap,  Public  Works  Bldg. 

0 

3 

7.2 

83 

10U 

.08 

.16 

.02 

0.6 

50. 

22. 

2 

Welleslpy  College 

Tubular  Wells,  Tap  in  P.  S. 

0 

2 

6.2 

19 

69 

.03 

.00 

.02 

1.2 

1*1*. 

27. 

3 

Wenham 

G.  P.  Well  #1 

0 

3 

7.2 

86 

112 

.11 

.00 

.00 

1.3 

27. 

12. 

3 

G.  P.  Well  #2 

0 

0 

7.5 

86 

116 

.02 

.02 

.00 

1.3 

31. 

12. 

1 

Westborough 

G.  P.  Well,  Hopkinton  R  d. 

0 

2 

6.1 

12 

51 

.06 

.00 

.00 

1.9 

38. 

16. 

3 

G.  P.  Well  #2,  Morse  St. 

0 

0 

6.0 

9 

36 

.00 

.00 

.01 

0.9 

32. 

13. 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

o, 

Milligrams  per  Liter 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

West  Boylston 

G.  P.  Well  #3,  Lee  St. 

0 

16 

O.J. 

16 

39 

.15 

.01 

.06 

0.6 

29. 

13. 

G.  P.  Well  #1*,  Lee  St. 

0 

0 

o#3 

18 

1*6 

.CO 

.00 

.00 

1.1 

21. 

5.5 

Oakdale  G.  P.  Well 

0 

0 

6o3 

IP 

36 

.01 

.00 

.02 

0.8 

20. 

6.5 

West  Bridgewater 

Tubular  Wells,  Cyr  St. 

0 

0 

6.1 

13 

1*3 

.03 

.00 

•00 

3.7 

-L  < . 

G.  P.  Well,  Norman  Ave. 

0 

0 

8 

1*7 

.19 

.06 

.00 

2.1 

23. 

13. 

n    P    WpTT      Rtes  106  &  2li 

0 

0 

6.5 

37 

59 

.02 

.03 

.00 

0.2 

37. 

16. 

Tap  in  Town  Hall 

2 

U 

6.1* 

2U 

60 

.69 

.02 

.01 

0.5 

26. 

17. 

West  Brookfield 

Tap  in  P.  S. 

1 

6 

6.0 

11 

29 

.17 

.01* 

.01 

1.0 

19. 

8. 

Tubular  Wells 

1 

6 

6.1 

13 

20 

.16 

.03 

.01 

1.0 

21. 

10. 

Westfield 

G.  P.  Well  of  So.  Holyoke  Rd. 

0 

3 

6.6 

39 

63 

.02 

.00 

.01 

1.2 

16. 

8. 

G.  P.  Well  #3,  Little  River 

1 

3 

7.1 

1*0 

59 

.09 

.00 

.02 

1.0 

9.0 

1*.5 

Westfield (Hosp.)      Tubular  veils  before  treatment 


0     2       6.7    1*8     101*    .01    .00     .00    3.9    29.    9.  3 


Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Westford 

Tubular  Welle,  Westford  P.  S. 

1 

6 

o.o 

25 

31 

.22 

.11 

J-D  • 

7 

Brookside  Sta.  #2,  Depot  Rd. 

0 

3 

6.3 

on 

ui> 

on 

m 

0  8 

32. 

111. 

G.  P.  Well,  Cemetery  Rd. 

0 

0 

6.2 

15 

29 

.02 

.07 

.00 

0.8 

16. 

5. 

3 

Tubular  Wells ,  Brookside  #2,  Nutting  Rd. 

0 

9 

22 

U2 

.02 

.08 

.06 

1.0 

25. 

10. 

3 

Westhampton 

Tap  in  Town 

0 

8 

7.0 

17 

2U 

.07 

.00 

.05 

0.0 

U.3 

3. 

3 

w  eswtu-nsT/or 

Holmes  Park  Water  District 

0 

3 

5.9 

6 

9 

.03 

.01 

.01 

0.1 

2.8 

2. 

3 

Weston 

Tubular  Wells,  Kendall  Green 

0 

U 

38 

78 

.08 

.02 

.03 

1.2 

U6. 

1 

G.  P.  Well,  Nickerson  Field 

0 

2 

6o7 

57 

2U8 

.02 

.00 

.02 

1.0 

278. 

119 

>  2 

G.  P.  Well  128  Fitzgerald 

0 

0 

6.2 

28 

9U 

.01 

.00 

.01 

1.1 

1U0. 

3U. 

1 

Weston (College) 

DBepiffiubular  Well 

0 

2 

7.1 

53 

79 

.02 

.01 

.00 

1.0 

23. 

8. 

3 

Westport 

Tap  on  System 

0 

1 

6.U 

22 

hi 

.09 

.07 

.02 

1.9 

Ul. 

3U. 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

►G 
(X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

w  estport  ^Acoaxex,  w.uo.; 

HI  tfh  Well .  Tan  on  System 

0 

1 

6.2 

T  1, 

Hi 

in 

•up 

16. 

1]  . 

3 

Low  Well,  Tap  on  System 

1 

3 

6.0 

12 

.oa 

.00 

,00 

O.L' 

uy. 

oft 

T 
J- 

wesx.  opringiiciu 

G.  P.  Wells,  ?.S.#1,  Southwick 

0 

3 

7.5 

U7 

70 

.00 

.01 

.02 

3.7 

7.8 

a.5 

2 

G.  P.  Wells,  P.S.#2,  Southwick 

0 

0 

7.U 

55 

87 

.01 

.00 

.01 

a.5 

7.5 

a.5 

2 

G.  Pc  Wells  P.  S.  #3,  Southwick 

0 

2 

8.0 

U7 

77 

.01 

.01 

.01 

a.o 

13. 

5.5 

2 

West  Stockbridge 

Qot»+  nri    ^nri  ncr  T~HTQC"fc 

OcLTUOI  J-    OJJi.  -l-Llg  y  — '-J-i  ^»v-'  v 

0 

1 

7.6 

U6 

157 

.01 

♦00 

.01 

0.0 

3.5 

1.8 

3 

0 

3 

7.6 

2U 

35 

•01 

o00 

.01 

0,0 

1.5 

1.3 

2 

Weymouth 

G.  P.  Well,  Circuit  Ave. 

0 

13 

6.6 

92 

63 

.08 

1.9 

.15 

1.0 

as. 

ao. 

3 

G.  P,  Well,  Main  St. 

0 

10 

A  O 

o.y 

118 

60 

.03 

1.1 

.06 

2.7 

113. 

76. 

3 

G.  P.  Well,  Whitman's  Pond 

0 

2 

7.0 

71 

55 

.oa 

.21 

.01 

0.3 

33. 

26. 

3 

G.  P.  Well,  Winter  St. 

1 

a5 

7.0 

177 

as 

1.9 

.7a 

.18 

0.0 

a6. 

3a. 

1 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1970 


City  or  Town 

Source 

Turbidity 

Color 

S 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

od 

s 

o 

i 
< 

Nitrate  N 

Chlorides 

Sodium 

Whately 

Tap  onSystem 

0 

0 

7.9 

61 

77 

.03 

.01 

.00 

0.0 

7.5 

U.3 

3 

Williamsburg 

G.  P.  Well,  Tap  in  P.  S. 

0 

3 

6  Z 

o  O 

2U 

U5 

.oU 

.01 

/NT 

.01 

1.9 

5.0 

3.0 

3 

Williams town 

New  G.  P.  Well 

1 

7 

8.1 

112 

Ilk 

.21 

o02 

.02 

0.0 

3o3 

1.5 

3 

Sherman  Spring 

0 

1 

7.8 

88 

95 

.01 

.02 

.03 

0.3 

2.3 

0.9 

3 

Tap  in  Town  H.S. 

0 

6 

7  O 
(  .7 

76 

91 

.03 

.01 

.03 

0.0 

2.3 

1.2 

3 

G.  P.  Well  #2 

0 

7 

109 

102 

.32 

•ou 

.02 

0,0 

2.3 

1.5 

3 

Wilmington 

Tubular  Wells,  Brown's  Crossing 

1 

11 

6.1 

17 

62 

.31 

.Ui 

o08 

1.0 

70. 

26. 

2 

New  Tub.  Wells,  Barrow's  P.  S. 

0 

12 

6.3 

3U 

9U 

.03 

.07 

*08 

U.9 

73. 

35. 

3 

New  G.  P.  Well,  Chestnut  St.  P.S. 

0 

28 

6.2 

22 

63 

.38 

.32 

.18 

0.0 

88. 

U8. 

2 

G.  P.  Well,  Shawsheen  Ave.  P.  S. 

0 

1 

6.2 

2U 

63 

.0U 

.09 

.05 

1.1 

37. 

16. 

3 

G.  P.  Well,  Aldrich  Well 

0 

1 

6.3 

16 

ia 

.03 

♦01 

.01 

o.5 

25. 

12. 

3 

G.  P.  Well,  Butters  Rd. 

1 

5 

$.t 

12 

68 

2.7 

.12 

.1U 

0ol 

90. 

1 

Town  Park  G.  P.  Well 

I 

U 

6.C 

15 

85 

.21 

.13 

.07 

o.U 

50. 

22. 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Woburn 

G.  ?.  Well  A-2 

0 

1 

6.9 

50 

103 

.00 

.08 

.08 

0.5 

103. 

uu. 

3 

G.  ?.  Well  B 

0 

1 

6.6 

35 

89 

o01 

.00 

.01 

0.7 

92. 

U7. 

3 

G.  P.  Well  C-2 

0 

2 

6.7 

Uo 

83 

.01 

.13 

.03 

0.3 

87. 

Ufi. 

3 

G.  P.  Well-D 

0 

3 

6.U 

30 

70 

.00 

.01 

.00 

0.9 

65. 

38. 

3 

r,    p  WpII  E 

U 

t 

6.U 

JO 

y j 

.01 

.21 

o  *  *- 

.03 

2.5 

77. 

39. 

3 

G.  P.  Well  F 

0 

h 

6.3 

Uo 

82 

.01 

.17 

.03 

1.0 

58. 

32. 

3 

G.  P.  Well-G  Rifle  Range 

0 

6 

6.U 

61 

213 

.01 

.65 

515 

5.8 

115 

5U. 

2 

Worcester 

Home  Farm  Well 

0 

2 

6.5 

36 

79 

.01 

.01 

.01 

1.6 

U3o 

23. 

2 

W  or  t  hingt  on 

Spring-Tap  in  Town 

0 

2 

6.3 

12 

19 

.05 

.00 

.01 

0.1 

1.8 

3 

Deep  Tubular  Wei}  Tap  in  P.  S. 

U* 

30 

6..U 

21 

23 

3.5 

.00 

.01 

0.2 

2.8 

2.0 

3 

Feeder  Spring 

0 

3 

6.1 

8 

12 

.09 

.00 

.00 

0.1 

2.2 

1.5 

3 

Wrentham  (State 
School) 

Tubular  Well  -  P.  S.  #1 

0 

1 

6.1 

15 

5U 

.02 

.00 

.01 

1.3 

68. 

13  o 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Tcwr- 

Source 

Milligrams  per  Lite 

r 

Turbidity 

Color 

X 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Wrentham(State 
School) 

Tubular  Well,  P.  S.  #2 

0 

1 

6.1 

18 

U3. 

.01 

.00 

.01 

2.1 

19. 

7. 

3 

wrciruiioin 

G.  P.  Well  #2,  Franklin  St. 

0 

2 

6.0 

11 

31 

.01 

•  VX 

n  7 

J-O. 

6  6 

•a 
j 

r.    P   Wfill  #3.  Franklin  St, 

0 

h 

6.3 

19 

91 

•00 

.09 

.01 

0.2 

13. 

5.8 

3 

o 

6.U 

18 

33 

.02 

.01 

.01 

0.5 

17. 

6.5 

2 

Yarmouth 

G.  P.  Well  #1,  W.  Yarmouth 

0 

0 

6.1 

7 

19 

.02 

.01 

.00 

0.1 

22. 

11. 

3 

G.  P.  Well  #2,  W.  Yarmouth 

0 

0 

5.9 

7 

21 

.01 

.00 

.00 

0.1 

25. 

11. 

3 

G.  P.  Well  #3,  W.  Yarmouth 

0 

0 

5.9 

7 

19 

.03 

.01 

.01 

0.2 

26. 

17. 

3 

0.  P.  Well  #U,  Long  Pond  Drive 

0 

0 

6 

10 

17 

.03 

.00 

.01 

0.2 

26. 

12. 

2 

G.  P.  Well  #5,  long  Pond  Drive 

0 

0 

5.9 

6 

15 

.02 

.00 

.00 

0.2 

17. 

9. 

3 

G.  P.  Well  #6,  No.  Main  St. 

0 

0 

6.1 

8 

12 

.02 

.00 

.01 

0.1 

19. 

10. 

2 

G.  P.  Well  #7,  No.  Main  St. 

0 

1 

6.1 

7 

13 

.01 

.00 

.00 

0.1 

17. 

16. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Lite 

r 

Turbidity 

Color 

X 

a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  M 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Yarmouth 

G.  P.  Well  #8,  No.  Main  St. 

0 

3 

6.0 

8 

12 

.01 

.00 

.00 

0.1 

19. 

18. 

2 

G.  P.  Wells  9,  10,  11,  12,  Union  St. 

0 

0 

6,0 

11 

18 

o08 

.01 

.01 

0.5 

26. 

Hi. 

2 

Tap  in  Town  Hall 

0 

0 

6.3 

11 

16 

.02 

.00 

.01 

0.1 

19. 

11. 

2 

< 


w 

>< 
.J 

I 

a 
u 

w 
w 


o 


Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

- 

Turbidity 

Color 

X 

a, 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

ADingxon 

.T  r»1  n+.  Simnl  v— Tan  1  n  Abinerton 

3 

28 

6.2 

22 

71 

0.9 

.71 

.10 

1.1 

36. 

19 

2 

A  Dingx-on— nocKxana 

urcab    l_J  cLLHJLj     DU  w  l/UJII    *        lv-l— 1 LOH 

1 

13 

6.7 

9 

20 

.05 

.01 

.oU 

0.0 

28. 

Hi 

3 

Acushnet 

Tap  on  System-New  Bedford  Water 

1 

28 

7.7 

15 

Hi 

.18 

.01 

.10 

0.0 

9.0 

11. 

2 

Adams 

Bassett  Brook  Reservoir 

X 

•3 
J 

6.8 

2^ 

.03 

-01 

loO 

0.8 

1.0 

3 

Amherst 

Atkins  Pond  at  Outlet 

1 

10 

6.3 

k 

10 

•11 

.01 

oOh 

0.0 

U.2 

3.0 

3 

Mmrroo  SL  Tioflri  Rrnr»Vp  flhnvp  AtVinci  Pond. 

0 

12 

6.3 

3 

8 

•oU 

.01 

•05 

0.0 

3.7 

3.0 

3 

Hills  Reservoir  at  Outlet 

1 

32 

5.8 

U 

9 

.16 

.01 

.08 

0.0 

U.5 

U.5 

3 

Hawley  Reservoir  at  Outlet 

0 

13 

6.1 

3 

.11 

.01 

.0)4 

0.0 

U.8 

U.5 

3 

Amethyst  Brook-Outlet  of  Intake  Res. 

0 

11 

6.1 

3 

9 

.08 

.01 

.07 

0.1 

5.2 

h.5 

3 

Andover 

Raggett* s  Pond-P.S.  after  Treatment 

1 

22 

9.3 

21 

U7 

.12 

.10 

.19 

0.2 

30. 

17 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  7° 


City  or  Town 

Source 

Turbidity 

Color 

EC 

a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Ashburnham 

Upper  Naukeag  Lake-Tap  in  P.  S. 

1 

5 

6.2 

U 

7 

.2U 

.08 

•0U 

0.0 

5.3 

2.5 

2 

Ashfield 

Highland  Spring  Reservoir-Tap 

1 

20 

6.9 

27 

27 

.61 

.15 

.09 

0.0 

3.7 

1.0 

3 

Athol 

Raw  Water-i1  iltrat,ion  riant. 

2 

26 

8.1 

21 

27 

.27 

.03 

.08 

0.1 

29. 

3? 

3 

Final  Effluent-Filter  Plant 

1 

8 

6  6 

23 

31 

.2U 

.25 

.08 

o.U 

26. 

17 

*> 

3 

Tap  in  Town  Hall 

0 

0 

2t 

U3 

.02 

.50 

.07 

lc0 

21. 

12 

3 

Attleboro 

Seven  Mile  River-Inlet  to  Filter 

1 

16 

6.8 

13 

39 

.16 

.17 

.11 

0.2 

32. 

13 

3 

So.  Attleboro-Fr'r.ished  water 

0 

0 

7.0 

32 

aii 

.07 

.02 

.01 

0.5 

U2. 

27 

2 

Canal  near  G.P.  Well-W.  Mansfield 

1 

28 

6.6 

9 

22 

.29 

.00 

.12 

Ool 

29  o 

17 

3 

Tap  on  System 

0 

2 

7.1 

37 

U2 

.07 

.00 

.01 

0.5 

35. 

26 

2 

Barre 

Reservoir  Direct-Allen  Hills 

U 

25 

6.7 

J 

23 

„20 

.01 

.3U 

0.2 

15. 

8.0 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  ofSurface    Water  Sources  for  Year  19  ?° 


City  or  Town 

Source 

Turbidity 

Color 

EC 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Billerica 

Concord  River  opposite  P.  S. 

o 

c 

p<-> 

6.8 

"lfl 

XU 

-.13 

.03 

.^1 

0.3 

37. 

3 

Raw  water-Outlet  of  Coagulation  Basin 

2 

6 

5.5 

7 

39 

.1*1 

.06 

.12 

0.3 

1*1*. 

3 

Final  Effluent-Tap  in  P.S. 

0 

0 

8.9 

29 

38 

.02 

.0^ 

.07 

0.3 

B7. 

32. 

3 

Blandford 

Lang  Pond-Tap 

0 

31'. 

7.6 

10 

18 

.oh 

.00 

.05 

0.3 

1.7 

1.5 

3 

Braintree 

Great  Pond-Tap  on  Low  Lift  Pump 

1 

17 

6.7 

13 

27 

.12 

.03 

.11 

0.6 

1*2. 

2U 

3 

Great  Pond-Finished  Water  at  P.S. 

0 

0 

7.6 

2$ 

37 

.01 

.01 

.03 

0.6 

39. 

22 

3 

Bridgevater  M.C.I. 

Taunton  River  beiore  filtration 

2 

73 

6  1 

11 

30 

.51* 

.111 

l.l 

iJl 

26. 

21* 

3 

Taunton  River  alter  riit.rat.ion 

1* 

63 

6.0 

8 

30 

1.0 

.07 

0.7 

1.0 

27. 

20 

3 

Brockton 

Avon  Res. -Surf ace  near  Gatehouse 

1 

20 

6.8 

8 

31 

.19 

.01 

.13 

0.1 

58. 

27 

3 

Silver  Lake  at  Intake 

0 

7 

5.8 

I* 

18 

.13 

.32 

.01* 

0.0 

15. 

6.0 

1 

Tap  on  System  in  Brockton 

1 

9 

8.U 

6 

20 

O.h 

.00 

.05 

Ool 

19. 

15 

3 

Silver  Lake-Finished  water 

1 

6 

6.3 

5 

16 

.08 

.18 

.05 

0.1 

20. 

11 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of Sufface  Water 


Supplies 
Sources  for 


Year  19  ?c 


City  or  Town 

Source 

Turbidity 

Color 

X 

a 

Milligrams  per  Lite 

r 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Brookfield 

Cooley  Hill  Reservoir 

1 

9 

6.7 

12 

31 

.07 

.01 

.03 

0.0 

3.7 

2.6 

J 

isrooKJ-ine 

Tun  nn  Qtto  +.pTn-.M  »L  « 

I 

13 

6.U 

h 

15 

.27 

.00 

.06 

0.1} 

12. 

5 

2 

Cambridge 

Fresh  Pond 

1 

22 

6.9 

25 

56 

.06 

.06 

.13 

0.5 

39. 

23 

3 

Fresh  Pond  at  Intake 

1 

19 

6.8 

23 

5U 

.11 

.06 

.15 

0.7 

37. 

23 

3 

Raw  Water-Filtration  Plant 

2 

20 

6.6 

20 

60 

.18 

.05 

.17 

0.6 

12. 

25 

3 

Entrance  to  Filter 

1 

12 

6.U 

12 

Uo 

.07 

.02 

.13 

0.6 

25 

3 

Filter  Effluent 

0 

5 

7.3 

22 

61 

.oU 

.01 

.03 

0.6 

ia. 

28 

3 

Stony  Brook  Res. -Surf ace  near  Gatehouse 

1 

28 

7.0 

20 

51 

.17 

.03 

.21 

0.6 

Uo. 

25 

3 

Upper  Hobbs  Res. -Surf ace  near  Gatehouse 

1 

25 

6.8 

12 

U9 

.15 

.08 

.11 

0.3 

63. 

28 

3 

Lever  Hobbs  Res. -Surf ace  near  Gatehouse 

3 

30 

6.8 

13 

U9 

.19 

.15 

.15 

0.5 

75. 

28 

3 

C  heshire 

Kitchen  Brook  Res. -Tap  in  Town 

0 

0 

7.3 

32 

39 

.03 

.00 

.01 

0.2 

1.2 

1.0 

3 

Chicopee 

Tap  in  City-M  D  C  Supply 

1 

5 

6.r 

3 

15 

.16 

.02 

.oh 

0.0 

3.0 

3.0 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

S 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Clinton 

Wachusett  Supply-North  Dike  P.  S. 

0 

8 

6,6 

6 

13 

.03 

.01 

.05 

0.1 

12. 

6»0 

3 

Cohasset 

Lily  Pond-Dug  Well  #U  -  Raw 

1 

95 

6.U 

15 

23 

0.8 

•09 

.28 

0.3 

29. 

17 

3 

Lily  Pond-Dug  Well  #U  -  Finished 

0 

7 

7.1 

20 

75 

.05 

.07 

.10 

0.1 

33. 

lo 

3 

Tap  on  System 

0 

8 

7.0 

13 

71 

.07 

.03 

.06 

0.1 

32. 

18 

2 

Colrain 

Mountain  Brook  Reservoir 

1 

3 

7.2 

53 

62 

.10 

.00 

0.1 

6.0 

1 

L/Oncoru 

Wacrotr  Pnnd  npar*  fiA+.pho'une 

0 

11 

6.5 

6 

17 

•oU 

.00 

.03 

0.1 

18. 

7.3 

2 

Dal ton 

Anthony  Brook 

0 

33 

5J* 

It 

19 

.10 

.03 

.39 

o.U 

1.7 

1.2 

3 

Egypt  Brook-Upper  Reservoir 

0 

21 

5.3 

3 

13 

.19 

.oU 

.13 

o.U 

1.2 

0.9 

3 

Windsor  Reservoir 

u 

32 

6.6 

18 

29 

.78 

.02 

.ill 

0.1 

u.e 

2.1 

3 

Raw  water  at  ent0  to  Settling  Tank 

1 

25 

6.7 

13 

29 

.25 

.02 

ol0 

0.3 

3.7 

2.0 

3 

Filtered  water  at  Filtration  Plant 

1 

20 

6.8 

18 

31 

.12 

.01 

.07 

0.3 

3.0 

2.0 

3 

Tap  in  Town 

1 

19 

6.7 

16 

29 

.01 

.07 

0.2 

11. 

2.0 

3 

Reservoir-Direct 

0 

9 

7.2 

55 

58 

.01 

.00 

.0U 

O.U 

1.7 

1.5 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

5"! 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Danvers 

Middleton  Pond  -  Direct 

1 

75 

6.7 

9 

17 

.15 

.00 

.38 

0.1 

6.2 

3.5 

3 

Swan  Pond  -  Direct 

2 

U5 

7.1 

17 

21 

.27 

.06 

.17 

0.1 

U.5 

2.5 

2 

Emerson  Brook  -  Direct 

0 

200 

6.1 

20 

26 

.68 

.06 

.60 

0.0 

16. 

1 

Tap  in  Pump  House 

1 

U3 

6.8 

22 

U2 

.20 

.03 

.23 

0.1 

15. 

6.5 

3 

Dartmouth 

Mixed  Nev  Bedford-Dartmouth 
Water  at  Elevated  Tank 

0 

7 

6.1 

12 

77 

.07 

.00 

•oh 

0.6 

7.5 

io.5 

3 

Nev  Bedford  Water-Allen  St.  P.  S. 

2 

111 

7.3 

29 

37 

.36 

.07 

.11 

0.1 

12. 

io.5 

3 

Tap  on  System 

0 

8 

6.7 

13 

61 

.11 

.00 

.05 

0.3 

38. 

io.5 

2 

Deef field 

Roaring  Brook  Res.  -  Tap  in  District 

1 

1U 

7.1 

36 

k3 

.12 

.01 

.05 

0.1 

2.3 

i.U 

3 

Dighton  (North) 

Taunton  Water  -  U52  School  St. 

0 

5 

6.3 

5 

105 

.08 

.00 

.05 

0.1 

12. 

6.5 

2 

Egremont 

Ooodale  Brook  Reservoir 

0 

3 

7.3 

2l> 

3? 

.02 

.01 

.02 

0.1 

li.O 

1.3 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

s 

cu 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

2 

s 

1 

s 

< 

Nitrate  N 

Chlorides 

Sodium 

Fall  River 

Tap  in  Water  Works  Bldg. 

1 

8 

6.1 

i 

U 

27 

.lo 

.ou 

•oU 

n  t 

P  8 

* 

North  Watuppa  Pond 

1 

10 

6.3 

3 

22 

•06 

.03 

.02 

0.1 

UoO 

o 
i 

Noquochoke  P.S.  Industrial  Supply- 

1 

118 

5.2 

3 

21 

.89 

•05 

.35 

0.0 

JX). 

A  7 

■a 
2 

Tap  in  City  Hall 

2 

11 

6.9 

5 

6U 

.15 

.00 

.02 

0.0 

t  n 

£ 

c 

Falmouth 

Long  Pond  -  Raw 

0 

2 

7Ji 

7 

8 

.01 

.00 

.02 

0.0 

12. 

6.0 

1 

Tap  in  Town  Hall 

1 

3 

7.0 

8.5 

18 

•oh 

.00 

•02 

0.0 

12. 

9 

2 

Long  Pond-Tap  in  P.  S.  after  treatment 

1 

5 

6.8 

5 

1U 

.07 

.00 

•00 

0.0 

11. 

6.0 

3 

FitCnDurg 

■CnnTilnVi  'RrnftV  at  Shattuck  Res. 

0 

20 

6.3 

U 

12 

.30 

.01 

.09 

0.1 

5.7 

3.2 

3 

Trnrall  Pp^PTTrfTl  t*  at  Dam 

0 

7 

5.5 

U 

15 

.09 

.01 

.20 

0.2 

3.5 

2.5 

3 

Weex.ingnouse  rona  ax.  uate 

0 

9 

6.2 

3 

13 

.10 

•01 

.09 

0.1 

6.2 

2.9 

3 

Soott  Reservoir  at  Gatehouse 

1 

12 

6.3 

3 

15 

•oh 

.00 

.05 

0.1 

U.5 

3.1 

3 

Wachusett  Lake  at  Gatehouse 

1 

9 

5.6 

3 

16 

.18 

•01 

.20 

0.3 

5.2 

7.3 

3 

Tap  at  City  Hall  -  Low  Service 

0 

9 

5.7 

3 

13 

.19 

.00 

.07 

0.1 

6.0 

2.9 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont»d. 
Fitchburg 

Tap  at  City  Hall  -  High  Service 

1 

17 

6.0 

3 

in 

Of) 

©00 

•Or 

0.1 

6.5 

£.6 

3 

Mare  Meadow  Reservoir 

1 

25 

6.2 

3 

16 

.39 

.02 

.36 

0.1 

U.o 

2.2 

2 

Frajrdngharn 

MDC  -  Tap  in  Edgell  Rd.  P.  S. 

0 

10 

60U 

3 

lo 

•02 

.00 

•06 

Ool 

D  0 
0.0 

U.3 

3 

MDC  -  Tap  in  Grove  St.  P.  S. 

0 

9 

6.5 

3 

16 

•03 

.00 

•06 

0.1 

o.O 

I4.2 

3 

MDC  -  Tap  in  Pleasant  St.  P.  S. 

0 

7 

6.U 

3 

19 

.21 

.00 

•06 

0.1 

8.5 

U.2 

3 

MDC  -  Tap  in  Elm  St.  P.  S. 

0 

2 

6.2 

3 

12 

.03 

.00 

.06 

0.1 

9.0 

3.8 

1 

Tap  in  Town  Hall 

1 

9 

6.5 

h 

1U 

ch3 

.00 

.06 

0.2 

9.0 

U.3 

2 

Gardner 

Crystal  Lake  near  P.  S. 

1 

12 

7o0 

11 

20 

.10 

.03 

.06 

0.1 

19. 

3 

Perley  Brook 

2 

52 

6.3 

5 

13 

.70 

.05 

•  25 

0.0 

6.0 

3 

Gloucester 

Babson  Reservoir 

1 

55 

5.5 

k 

17 

0.3 

.Ou 

.07 

0.0 

15. 

11 

3 

Dike*s  Brook  Res.  near  Gatehouse 

1 

Hi 

5.0 

2 

13 

.31 

.16 

.09 

0.0 

6.7 

6.0 

3 

Haskell  ^es.  Surface  near  Gatehouse 

1 

o 

y 

5.2 

2 

21 

.23 

.2U 

.07 

0.1 

23. 

19 

3 

Wallace  Reservoir 

1 

17 

5.7 

3 

15 

.22 

.06 

.10 

0cO 

8.2 

8.3 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  ofSurface    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Gloucester 

Klondike  Quarry 

0 

6 

5.9 

5 

19 

.02 

.01 

.02 

0.1 

6.3 

8.0 

3 

Tap  in  City- 

1 

26 

U.7 

3 

21 

.35 

.07 

.13 

0.0 

15. 

10. 

3 

Goose  Cave  Reservoir 

1 

U3 

5.5 

3 

19 

0.7 

.12 

.17 

0.1 

8.9 

7.3 

3 

Great  Barrington 

East  Mountain  Reservoir 

1 

o 
7 

7.U 

<i 

07 
i 

-02 

.06 

0.3 

U.3 

1.3 

3 

Infiltration  Gallery-Tap  in  P.  S. 

V 

U 

7.2 

101 

.01 

•00 

0.7 

12. 

3.1 

3 

Green  River  opp.  iniiiT.rauxon  uaj.j.ery 

0 

1 

u 

i 

J.UU 

m 

oi 

o  6 

8-8 

Great  Barrington 
(Housatonic) 

Long  Pond  near  Gatehouse 

0 

13 

7.U 

63 

76 

.02 

.01 

.03 

0.0 

1.2 

1.2 

3 

Filtered  Water  at  Filtration  Plant 

0 

5 

7.U 

75 

83 

.01 

.00 

.02 

0.1 

1.5 

0.9 

3 

Greenfield 

Glen  Brook  -  Upper  Reservoir 

1 

6 

6.8 

30 

U9 

.oU 

.00 

.07 

o.5 

5.0 

2.2 

2 

Raw  -water  -  Filter  Plant 

0 

7 

7.1 

37 

53 

.03 

.01 

.02 

0.3 

U.o 

2.1 

3 

Outlet  of  Filter  -  Filter  Plant 

0 

0 

7.2 

35 

ue 

.01 

.00 

.02 

0.3 

U.2 

2.1 

3 

Settled  Water  -  Filtration  Plant 

0 

ll 

7.2 

37 

51 

•oU 

.00 

.03 

0.3 

3.5 

2.1 

3 

Tap  in  Town  -  Filtered  Water 

1 

$ 

7.0 

29 

U9 

.20 

.00 

.01 

0.U 

6.8 

3.U 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Hatfield 

Running  Gutter  Brook  Res, 

KJ 

£ 

P 

7.1 

20 

kO 

.02 

.00 

.02 

2.5 

U.2 

U,2 

3 

Haverhill. 

Millvale  Reservoir  •■  lap  m  r.o. 

1 

X 

PP 

6-8 

20 

S8 

0o3 

.03 

.17 

0.1 

26. 

lit 

3 

Crystal  Lake  near  Intake 

1 

20 

6.8 

13 

21 

.31 

.01 

.11 

0.0 

10. 

5.1 

3 

Kenoza  Lake  -  Tap  in  P.S. 

1 

20 

7.0 

17 

uo 

cOU 

.02 

.08 

0.0 

16. 

8.0 

3 

Johnson's  Pond  -  Tap  in  P.S. 

i 

on 

ex 

7.1 

.08 

.01 

.16 

0.2 

15. 

5.U 

3 

Gale  Hill  Reservoir  -  Outlet 

1 

16 

7.0 

12 

35 

.07 

.00 

.08 

0.0 

20. 

8.5 

3 

Hinghara 

Accord  Pond  -  Raw 

0 

8 

6.3 

3 

25 

.Hi 

.111 

.05 

0c2 

30. 

16 

2 

Fulling  Mill  Pond 

0 

11* 

6.9 

22 

Up' 

.18 

.07 

.oh 

0.8 

23  c 

12 

2 

Hinsdale 

ResEPVoir  from  tap 

1 

3 

5.7 

1 

20 

.19 

.09 

.06 

0.2 

2.3 

0.8 

2 

Holbrook 

Randolph-Holbrook  Joint  Supply 

0 

3 

30 

U5 

„03 

.03 

-03 

2.0 

Uo. 

21 

2 

Holden 

Muschopauge  Lake-Tap  in  Town 

1 

7 

6.7 

9 

19 

.03 

♦01 

.oU 

0.1 

10. 

5.U 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Holyoke 

Manhan  Reservoir  -  Outlet 

0 

12 

o.o 

8 

22 

.06 

.00 

.06 

0.0 

2.3 

16 

3 

Hugh  McLean  Res.  near  Gatehouse 

1 

10 

6.6 

9 

21 

.06 

.01 

.01 

0.0 

U.o 

U.o 

3 

White  Res.  near  Gatehouse 

1 

10 

6.7 

10 

2U 

.06 

.01 

.07 

0.0 

2.0 

1.6 

3 

Wright  &  Ashley  Ponds  near  Gatehouse 

0 

10 

6.8 

18 

31 

.03 

.01 

.05 

0.0 

7.3 

3.7 

3 

Whiting  St.  Res.  near  Gatehouse 

6.9 

k8 

-00 

.09 

0.1 

12. 

5.2 

Hudson 

Gates  Pond  near  Gatehouse 

1 

29 

6.8 

8 

23 

.12 

.00 

.10 

0.0 

7.3 

3.2 

3 

Fesgate  Brook 

2 

165 

6.2 

U 

20 

.21 

.02 

.38 

0.3 

71. 

2.8 

2 

Ipswich 

Bill  Brook  Res.  near  Gatehouse 

1 

103 

6.8 

22 

36 

.Ho 

.00 

.11 

0.1 

10. 

9.U 

2 

Dow's  Brook  Res.  near  Gatehouse 

1 

22 

6.6 

15 

25 

.21 

.01 

.15 

0.1 

11. 

8.5 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

►E 

a, 

Milligrams  pe 

r  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Lawrence 

Merrimack  River-Intake  at  Filter  Plant 

3 

58 

6.8 

Hi 

21 

1.0 

.01 

1.7 

0.3 

27. 

13 

2 

Coag  &  Sett.  Water  as  appl.  to  R.S.F. 

1 

7 

6.1 

5 

35 

.10 

.0U 

1.1 

o.U 

22. 

16 

3 

Effluent  -  R.  S.  F 

1 

8 

O  .'J 

5 

33 

.19 

.03 

1.1 

o.U 

22. 

15 

3 

Outlet  of  Distributing  Res. 

2 

16 

7.3 

13 

U3 

o.h 

.03 

0.9 

o.U 

20. 

Hi 

3 

Tap  at  Water  Dept.  Shop 

1, 
U 

7.1» 

\.t 
hb 

1.0 

.05 

1.1 

0.5 

22. 

Hi 

3 

Tap  at  Experiment  Station 

1 

8 

8.0 

12 

U5 

.16 

.05 

0.9 

0.5 

20. 

11 

3 

Lee 

Codding  Brook  -  Upper  Res. 

0 

12 

7.1 

35 

U6 

.03 

.00 

.03 

0.1 

2.0 

1.3 

3 

Godding  Brook  -  Lower  Res. 

0 

12 

7.1 

25 

38 

.10 

.00 

.05 

0.1 

1.7 

1.0 

3 

Basin  Pond  Brook 

1 

U3 

6.5 

6 

17 

.19 

.00 

.25 

0.1 

2.3 

UO 

2 

Leicester 

Henshaw  Potfd  -  Direct 

1 

Uo 

6.8 

12 

25 

►19 

►01 

J-9 

3.1 

31. 

L6 

3 

Filt.  Water  -  Tap  in  P.  S. 

0 

22 

6.6 

13 

36 

►11 

,01 

.09 

0.2 

37. 

L6 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  1J#0 


City  or  Town 

Source 

Turbidity 

Color 

X 

cu 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Lenox 

Lower  Root  Res,  near  Gatehouse 

1 

11 

7.U 

5U 

65 

.05 

.02 

.05 

0.1 

3.3 

1.0 

2 

Woolsey  Res.  near  Gatehouse 

T 
X 

ft 

7.3 

29 

Uo 

.11 

.00 

.03 

0.0 

2.8 

1.2 

2 

Leominster 

r  ft  i  i   dtook  uc3«  ourion<o 

1 

10 

6.U 

13 

.06 

.03 

.09 

0.0 

3.7 

2.6 

3 

Simonds  Pond  -  Raw  Water 

1 

18 

5.U 

h 

11 

.22 

.oU 

.10 

0.0 

9.8 

U.8 

3 

Simonds  Pond  -  Final  Effluent 

0 

7 

9.U 

19 

23 

o08 

.03 

.05 

0.0 

9.3 

8 

3 

Distributing  Res.  near  Gatehouse 

0 

7 

6.U 

U 

9 

.08 

.00 

.06 

0.0 

U.O 

3.0 

3 

Lincoln 

Sandy  Pond  near  Gatehouse 

1 

7 

6c3 

U 

19 

.05 

.05 

.07 

0.0 

9.5 

U.O 

3 

Lowell 

Raw  water  -  Merrimack  River 

U 

33 

6.7 

10 

21 

0.5 

.19 

0.9 

0.3 

13. 

11 

3 

Outlet  of  Sett.  Tank  before  Filt. 

l 

9 

6.2 

7 

21 

.21 

o07 

0o8 

0.3 

15. 

17 

3 

Filter  Effluent 

0 

7 

7.2 

Ik 

21 

•oh 

o03 

0.8 

OoU 

15  o 

18 

3 

Tap  in  City  -  6th  St.  Meter  Shop 

0 

8 

7.3 

Hi 

21 

•oU 

.02 

0.6 

0.h 

17. 

19 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for 


Year  1970 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Ludlow 

Tap  in  Town 

0 

6.8 

10 

22 

.06 

.00 

.05 

0.0 

16. 

5.2 

2 

Lynn 

Birch  Pond  near  Gatehouse 

1 

23 

6.9 

18 

39 

.17 

.05 

.12 

0.0 

27. 

18 

3 

Breeds  rona  near  uaT/enouse 

2 

37 

7.0 

22 

U8 

.18 

.07 

.18 

0.2 

30. 

22 

3 

Hawkes  rona  near  iiaxenouse 

1 

U7 

7.1 

52 

73 

.22 

.06 

.19 

0.1 

UU. 

26 

3 

Walden  Pond  -  Surface 

1 

37 

6.3 

22 

39 

.13 

.0  ( 

n  o 

C.U, . 

26 

j 

Saugus  R.  at  Intake  to  Lynn  W.W. 

1 

62 

6.9 

58 

80 

.25 

.0U 

.28 

0.1 

37. 

25 

3 

Ipswich  R.  at  Intake 

1 

107 

6.6 

17 

37 

0.7 

.02 

o.U 

0.3 

32. 

21 

3 

Tap  in  City- 

1 

23 

6.5 

15 

lol 

.33 

.03 

.16 

0.2 

26. 

22 

3 

Manchester 

Gravel  Pond  -  Surface  near  Intake 

0 

10 

6.9 

11 

21 

.05 

.01 

.06 

0.0 

15. 

8.5 

2 

Gravel  Pond  -  Tap  in  P.S.  -  Treated 

0 

12 

6.8 

9 

22 

.12 

.02 

.0U 

0.0 

15. 

9.0 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Marlborough 

Millham  Brook  Res.  near  P.  S. 

2 

25 

6.8 

10 

U9 

.22 

.03 

.09 

0.3 

U7. 

21 

3 

Lake  Williams  near  P.  3. 

2 

13 

6.3 

11 

51 

.09 

.02 

oOU 

0.5 

89. 

30. 

3 

M«U«^»   —  OUOpxy 

0 

13 

6.7 

7 

15 

•oh 

•01 

.05 

0.1 

9.0 

6.0 

3 

Maynard 

White  Pond  near  Gateho-use 

0 

0 

12 

111 

.02 

.00 

.0U 

0.0 

11. 

U.8 

1 

Methuen 

Tap  in  Town  -  Lawrence  Suptly 

0 

h 

6.9 

16 

U5 

.05 

.02 

.oU 

0.7 

21. 

11* 

3 

M.D.C.  BELCHERTOHN  Ware  River  at  Shaft 

1 

hi 

6.U 

8 

18 

.31 

.01 

.29 

0.1 

8.9 

U.l 

3 

Quabbin  Res.  in  or  near  Tunnel  Intake 

0 

7 

6.8 

9 

18 

.05 

.03 

.03 

0.0 

U.6 

2.U 

3 

M.D.C. -Clinton 

Ent.  to  Aqueduct  in  Power  House 

0 

15 

6.3 

U 

22 

.05 

.00 

.02 

0.1 

7.D 

1 

Quinapoxet  R.  above  Dam  at  Oakdale 

0 

25 

6.7 

2 

20 

.07 

.02 

.10 

0.2 

10. 

1 

Stillwater  R.  just  above  high  water 
mark  of  reservoir 

0 

25 

6.6 

3 

20 

.06 

.00 

.08 

0.8 

8.0 

X 

Gates  Brook  just  above  Res. 

0 

20 

7.0 

28 

76 

.09 

.02 

.02 

U.o 

60. 

1 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  ofsurface    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

MJj„C  Framineham 

Framingham  Res.  #3  near  Gatehouse 

0 

20 

6.9 

lii 

3U 

.22 

.05 

.21 

0.5 

35. 

55 

3 

Sudbury  Res.  near  Gatehouse 

1 

28 

7.0 

Hi 

37 

.U 

.oU 

.20 

o.5 

32. 

20 

3 

Chestnut  Hill-Terminal  Chamber  Gate  1.  u 

House  #2 

1 

10 

6.9 

o 

y 

o£ 

0.2 

20. 

Hi 

3 

Weston  Res.  at  Gatehouse 

0 

13 

6.8 

6 

20 

•oU 

.01 

.06 

0.1 

9.5 

5.0 

3 

— 

Norumbega  Res.  at  Outlet 

0 

13 

6.7 

6 

18 

•oU 

.01 

.06 

0.1 

9.8 

5.2 

3 

M.D.C.  Revere 

Tap  in  Revere 

1 

16 

6*3 

6 

U9 

.36 

.00 

.09 

0.3 

11. 

U.7 

3 

itf  Tl  P  ^fyMiAhflm 

n  #JJ  |U  *     O  lAJIiOllCUll 

Spot  Pond  from  Gatehouse 

1 

7 

6.7 

6 

23 

•oU 

.01 

.10 

0.1 

9.8 

6.0 

3 

M.D.C.  Boston 

Tap  at  600  Washington  St. 

0 

5 

6.7 

8 

22 

.08 

.00 

.20 

0.1 

5.0 

U.O 

1 

M.D.C.  Milton 

Tap  on  System 

6 

50 

9.5 

22 

30 

1.8 

.00 

.20 

3.6 

18. 

7.2 

1 

M.D.C.  Quincy 

Tap  j_Ti  j^—iicy 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Milford 

OQ3XJ-6S   UlToT  ^               v    wv  ^  J. J-  vox 

0 

25 

6.1 

u 

17 

.15 

.00 

.22^ 

0.0 

9.5 

5.1 

3 

Wells  &  Outlets  of  Filters-Tap  in  P.S. 

13 

7.1 

19 

18 

.33 

.01 

.09 

0.1 

12. 

13. 

3 

Monroe 

Raw  water  at  Filter  Plant 

0 

5 

6.9 

11 

21 

.05 

.00 

.03 

0.1 

2.3 

1.8 

3 

Filtered  water  at  Filt.  Plant 

0 

5 

6.9 

1  o 

•up 

no 

0.0 

3.5 

1.8 

3 

Hons on 

Conant  Brook  Res.  at  Dam 

1 

30 

6.5 

8 

21 

.5U 

.02 

.19 

0.1 

U.o 

3.1 

3 

Montague 

Lake  Pleas ant-Direct 

1 

U 

6.2 

U 

18 

.16 

.01 

.09 

0.1 

U.8 

2.9 

3 

Needhaon 

MJ>.C.  -Tap  in  P.S. 

0 

10 

7.0 

6 

19 

.03 

.00 

.20 

o.5 

10. 

U.6 

3 

New  Bedford 

Great  Quitticas  Pond  near  outlet  to 
Little  Quitticas  Pond 

1 

3U 

6.U 

5 

17 

.15 

.03 

.17 

0.0 

11. 

6.0 

3 

Little  Quitticas  Pond  at  Intake 

1 

27 

6.U 

18 

.20 

.02 

.12 

0.0 

11. 

5.9 

3 

High  Hill  Res.  at  Outlet 

1 

19 

7.1 

15 

18 

.18 

.02 

.10 

0.0 

13. 

15. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  ^ 


City  or  Town 

Source 

Turbidity 

Color 

X 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

cii 

a 

o 
c 

□ 

< 

Nitrate  N 

Chlorides 

Sodium 

Cont'd. 

New  Bedford 

Long  roiiQ  ■  uppor  z&iu. 

1 

U2 

6.1 

u 

17 

.25 

.02 

.30 

0.1 

13. 

7.6 

3 

Tap  In  r.  9« 

1 

22 

7.2 

13 

17 

.26 

.01 

.12 

0.0 

13. 

15 

3 

Tap  In  o:Lty  najj. 

1 

17 

7.1 

Hi 

1U 

•2U 

.01 

.13 

0.0 

16. 

15. 

3 

Newbury port 

Artichoke  R. -Intake  at  Upper  Dam 

0 

22 

7.1 

28 

31 

.15 

•00 

.10 

0.0 

18. 

9.5 

1 

Mixed  Raw  water  -Appl .  to  Filter 

1 

2$ 

7.0 

37 

UO 

.26 

.00 

.16 

0.0 

18. 

10 

1 

Tap  in  Main  P.S.  -  Final  water 

0 

15 

7.0 

2U 

U6. 

.19 

.00 

.10 

0.3 

25. 

12 

1 

Tap  at  City  Hall 

1 

18 

6.8 

27 

50 

.22 

.00 

.10 

o.U 

26. 

12 

1 

Newton 

M.D.C.  -  Tap  on  System 

0 

9 

6.9 

8 

17 

.03 

.01 

.23 

0.2 

Hi. 

11*. 

2 

North  Adams 

Broad  Brook  above  Intake 

0 

8 

7.0 

11 

21 

.02 

.01 

.oU 

0.1 

1.0 

1.0 

3 

James  Brook 

0 

3 

7.6 

U9 

57 

.01 

.00 

.01 

0.0 

1.2 

1.5 

3 

Mt.  Williams  Res. 

0 

9 

7.7 

U8 

59 

.03 

.00 

.02 

0.2 

1.2 

1.2 

3 

Notch  Brook  Res. 

0 

8 

7.7 

57 

71 

.09 

.00 

.03 

0.2 

1.0 

1.2 

3 

I 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  water  Sources  for  Year  19  70 


(~* i f\r  nr  Tnum                                                Qni  1  tv*p 
V_/  l^j   UI     i.  VJ w  11                                                           ouu  1  \sKz 

Milligrams  per  Liter 

Turbidity 

Color 

s 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

North  And over          Great  Pond  -  Tap  in  P.S.  after  treatment 

1 

18 

7.7 

15 

33 

.06 

•08 

ao 

0.0 

23. 

9 

3 

Northampton             Middle  Res.  Roberts  Meadow  Brook  near 

Gatehouse 

0 

26 

7.0 

15 

25 

.21 

.00 

.11* 

0.0 

U.8 

2.9 

3 

Mountain  St.  Res.  near  Gatehouse 

1 

12 

7.1 

17 

25 

•Of 

»uu 

2  8 

j 

North  Brookfield     Doane  Pond  near  Gatehouse 

1 

18 

6.0 

3 

20 

.2U 

.02 

.1U 

0.2 

11. 

1 

North  Pond  near  Gatehouse 

1 

23 

6,7 

7 

21 

.2U 

•00 

.19 

0.0 

5.8 

2.3 

3 

Northfield  (Schools)  Upper  Res.  on  Louisiana  Brook 

0 

8 

7  9 

13 

2U 

.09 

.00 

•0U 

0.0 

3.2 

2.3 

3 

Northfield  Seminary  -  T  ap 

0 

U 

7.2 

11 

20 

.09 

.00 

.03 

0.0 

3.2 

3.1 

3 

Minot  Brook  Res.  lap  in  icwn 

0 

10 

6.U 

1 

8 

.03 

.00 

.06 

0.0 

5.0 

2.2 

1 

Orange                    Coolidge  Brook  Res. 

1 

27 

6.7 

6 

22 

.10 

.00 

.09 

0.2 

7.8 

3.5 

3 

Palmer                    Hamilton  Res.  Thorndike 

0 

7 

6.9 

Ik 

35 

.06 

.00 

.03 

0.1 

22. 

8.8 

3 

Fire  Dist.  Graves  Brook-Upper  Res. 

1 

Hi 

6.6 

8 

13 

.36 

.03 

.05 

0.0 

7.8^ 

2.9 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont'd, 

Palmer 

Graves  Brook  Lower  Res* 

1 

8 

6.6 

9 

Hi 

.22 

.00 

.09 

0.0 

U.5 

2.8 

3 

Paxton 

AsnoDunsKi-X  rona  near  ~  •  o. 

u 

6.U 

7 
i 

90 

.33 

.oU 

.06 

0.8 

21. 

1 

Spring  Basin  -  Tap  in  P.  S. 

0 

10 

6.5 

13 

21 

.20 

•oU 

•oU 

0.6 

27. 

16 

2 

Peabody 

Spring  Pond  near  Gatehouse 

2 

18 

7.1 

21 

U2 

.on 

.02 

.16 

0.U 

60. 

27 

3 

Suntaug  Lake  near  Gatehouse 

12 

7.1 

17 

39 

.09 

.00 

.07 

0.3 

12. 

16 

3 

Pittsfield 

Cleveland  Res.  New  Intake 

0 

18 

7.2 

13 

23 

.09 

.00 

.09 

0.0 

U.3 

1.6 

3 

Famham  Res.  -  New  Intake 

1 

39 

6.U 

U 

17 

.38 

.07 

.28 

0.1 

2.3 

0.9 

3 

Ashlev  Res.  —  New  Intake 

0 

13 

7.3 

29 

U0 

ao 

.01 

.06 

0.1 

U.3 

1.0 

3 

Ashley  Lake  near  Outlet 

1 

9 

7.1 

18 

25 

.05 

.00 

.05 

0.0 

3.2 

1.0 

3 

Upper  Sackett  Res.  near  Intake 

1 

20 

7.2 

28 

31 

.11 

.01 

.08 

0.1 

3.5 

1.2 

3 

Tap  in  Town  -  City  Hall 

1 

19 

6.6 

10 

27 

.21 

.01 

.11 

0.1 

5.8 

1.1 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

X 

a. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Plymouth 

3rea1  Soul    r  md  ne*r  Outlet 

o 

3 

6.8 

3 

1? 

.CU 

.00 

.03 

0.0 

10. 

5.7 

3 

Little  South  Pond  near  Outlet 

1 

6 

3 

11 

.03 

.00 

.07 

0.0 

10. 

5.7 

3 

Randolph 

Great  Pond  -  Raw  Water 

1 

111 

6.9 

12 

33 

.07 

.03 

.08 

o.U 

U2. 

2U 

2 

Great  Pond  -  Finished  water 

0 

6 

7.8 

27 

33 

•0U 

.00 

.06 

0.U 

U3. 

30 

2 

Devine  School,  No.  Randolph 

3 

22 

7.U 

20 

32 

1.0 

.00 

.10 

0.6 

hh. 

30 

1 

Rockport 

Upper  Carlson's  Quarry,  Tap  in  P.  S. 

1 

3 

6.3 

b 

38 

•111 

.01 

.03 

0.0 

19. 

5.3 

3 

Cape  Pond,  Raw  Water,  Tap  in  P.  S. 

3 

33 

5.U 

6 

25 

.87 

.6U 

.11 

0.0 

50. 

29 

2 

Final  Effl.  Tap  in  Filter  Plant 

2 

13 

8.2 

12 

50 

.31 

.33 

.06 

0.0 

lii. 

29 

3 

Russell 

Black  Brook  Res.  before  Filtration 

1 

18 

7.1 

10 

18 

.11 

.02 

.06 

0.0 

2.7 

2.2 

3 

Black  Brook  Res.  after  Filtration 

1 

15 

7.1 

11 

17 

.09 

.01 

.07 

0.0 

2.8 

2.2 

3 

Rutland 

Muachopauge  Lake  near  f-iS, 

0 

8 

6.e 

6 

20 

.03 

.00 

.05 

0.1 

7.9 

3.6 

U 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  70 


City  or  Town 

oou rce 

Turbidity 

Color 

33 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Sal em-Beverly 

Putnaitrville  Res, 

0 

28 

6.5 

12 

3U 

.20 

.03 

.17 

0.1 

19. 

10. J 

3 

LonghamnRes .  at  Ent.  to  Wenham  Lake 

2 

105 

6.U 

13 

29 

1.1 

.05 

.iii 

0.1 

2U. 

Hi 

3 

Wenham  Lake  Filt.  Plant  -  Raw 

0 

28 

6.7 

18 

U9 

.13 

.03 

.18 

0.3 

U2. 

23 

3 

1 

6 

U 

50 

.05 

.01 

.08 

0.3 

U3. 

23 

3 

T*M«o"l   W-T-n     Tan  In  Salem  Flit*  Plant 

0 

b 

6.6 

15 

59 

•oU 

.00 

.06 

0.3 

ho. 

2U 

3 

Shel^-ume 

Fox  Brook  Intake  Res.  Direct 

0 

3 

7.U 

31 

111 

.02 

.01 

.00 

0.1 

U.5 

127 

3 

Somerset 

Treatment  Plant  -  Raw  Water 

2 

23 

6.6 

8 

27 

.2U 

.03 

.11 

0.0 

8.7 

3.0 

3 

Treatment  Plant  -  Settled  Water 

0 

3 

5.3 

3 

23 

.07 

.03 

.1U 

0.0 

11. 

5.5 

3 

Treatment  Plant  -  Finished  Water 

0 

2 

6.6 

8 

23 

.02 

.03 

.11 

0.0 

11. 

6 

3 

Southborough 

New  Sta.  MDC  Aqueduct 

0 

7 

6.7 

6 

15 

.03 

.00 

•oU 

0.2 

12. 

U.7 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  ofSurf ace    Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 
a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Southbridge 

Hatchet  Brook  Res.  #3  -  Direct 

1 

13 

7.0 

u 

15 

.11 

.00 

.15 

0.0 

2.0 

2.5 

3 

Hatchet  Brook  Res.  #U-Direct 

1 

1U 

6.5 

u 

Hi 

.11 

.01 

.12 

0.0 

1.6 

2.0 

3 

Hatchet  Brook  Res.  #5  -  Direct 

1 

11 

5.8 

3 

12 

.17 

.03 

.05 

0.0 

1.7 

2.0 

3 

Cohasse  Brook  Res. 

2 

60 

6.1 

5 

15 

.61 

.15 

.28 

0.0 

8.0 

3.2 

li 

Soutn  naoLLey 

ToATi-incy  Wp"H  P«s.  near  Gatehouse 
Fire  Diet.  #1 

0 

12 

6.5 

15 

23 

.15 

.00 

.06 

0.6 

12. 

5.5 

U 

Spencer 

Shaw  Pond  -  Tap  in  lown  riouse 

0 

7 

6-2 

5 

11 

.09 

.00 

.02 

0.0 

7.3 

1.7 

3 

Springfield 

Cobble  Mt.  Res. -Surf  at  Dam 

0 

20 

6.5 

5 

12 

.11 

.00 

.07 

0.1 

1U. 

6.5 

3 

West  Parish  Filt.  Inlet  to  Ded.  Basin 

0 

17 

O..J 

b 

19 

.Hi 

.03 

.05 

0.1 

111. 

7. 

3 

West  Parish  Filter-Final  Eff .  Sand  F. 

0 

6 

6.1 

k 

15 

.oU 

.00 

.05 

0.1 

Hi. 

6.5 

3 

Ludlow  Res.  before  Filt. 

1 

19 

6.3 

7 

19 

.15 

.02 

.08 

0.0 

13. 

5.U 

3 

Ludlow  Res.  after  Filt. 

0 

6 

6.3 

6 

19 

.08 

.00 

.05 

0.1 

Hi. 

5.U 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  ofSurface  Water 


Supplies 
Sources  for 


Year  19  70 


City  or  Town 


Source 


Stockbridge 


Stcrughton 


Sunderland 


Swampscott 


Swansea 


Lake  Averic  near  P.  S. 

Collecting  Gallery-Muddy  Pond  P.  S. 

Saw  Mill  Brook  Res.  -  Direct 
Tap  in  Town  -  Filtered  Water 

Tap  in  Town  -  M.D.C.  Supply 

Coles  R.  Brook  -  upstream  of  Midwood 


TAUNTON  (State  Hosp.)  Tap  in  Hospital-Taunton  Supply 


Taunton 


Assawompsett  Pond  near  Gatehouse 
Elder's  Pond  near  gatehouse 
Long  Pond  at  Ent.  to  Assawompett  Pond 
Filter  Basin 


S3 

H 


0 
0 


1 

0 
0 

1 


f-l 
o 

o 
o 


6 

0 


302 


18 
10 
32 
9 


7.2 
6.3 

7.1 

7.3 

6.7 

6.1 

6.7 

6.6 
6.1 
5.8 
5.5 


Milligrams  per  Liter 


-4-> 


as 


50 

16 

38 
U5 


11 


7 
7 
8 
5 


u 
aS 
X 


62 
37 

51 

55 

20 

27 

17 

17 
11 
11 
16 


.10 

.20 

.03 
.01 

.08 

3.8 

.19 

.12 
.08 
.21 
.11 


<D 

co 

CD 

c 

aS 
bC 

a 

aS 


.00 

.01 

.00 
.00 

.00 

.00 

.01 

.01 
.03 
.03 
.02 


aS 

e 
o 

s 

6 

< 


.08 

.02 

.Oh 
.02 

.11 

.23 

.06 

.16 
.11 
.21* 
.13 


CO 
CD 

~u 
o 

p— • 

X! 

o 


E 

■3 
o 


n 

CD 


C/3 


O 

Z 


0.0 

1.5 

0.0 
0.0 

0.2 

0.2 

0.0 

0.0 
0.0 
0.0 
0.0 


U.3 
21. 

3.8 
3.5 

16. 

10. 

13. 

9.6 
9.0 
9.9 

9.6 


2.5 

13 

2.7 

28 

20 

6. 

6.2 

7.0 
7.0 

6.0 
6.0 


I 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

(X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont*d. 

Taunton 

Prospect  Hill  Diet.  Res, 

0 

6 

5.8 

5 

18 

.10 

.00 

.10 

0.0 

11.0 

6.0 

3 

Tap  in  City  Hall 

0 

6 

5.3 

5 

Hi 

.16 

.00 

.11 

0.0 

U3. 

6.0 

3 

Tisbury 

Lake  Tashmoo  near  P.S. 

0 

10 

6.2 

6 

56 

.07 

.02 

.10 

0.1 

210. 

1 

Wakefield 

Crystal  Lake  -  Raw  water 

1 

12 

7.0 

19 

ul 

•10 

0  ^ 

v.  J 

J  1  • 

19 

2 

Sand  Filter  Effluent 

0 

7 

6.e 

16 

U6 

.02 

.00 

.06 

0.3 

U8. 

19 

1 

War  eh  am 

Sand  Pond  -  Tap  in  P.  S. 

1 

a 

6.5 

U 

12 

.05 

.00 

•oU 

0.0 

12. 

6.5 

3 

Tap  in  Dist.  Office 

0 

0 

6.1 

7 

22 

.05 

.00 

.02 

0.1 

8.5 

7.0 

1 

wesxDCTOugn 

Sandra  Pond  —  TatD 

0 

11 

6.3 

6 

29 

.13 

.01 

.09 

0.1 

55. 

31 

3 

Westfield 

Montgomery  Res.  near  Gatehouse 

0 

33 

6.7 

6 

21 

.35 

.00 

.13 

0.0 

3.8 

3.0 

3 

Oateville  Res.  -Surface  at  Dam 

0 

9 

6.7 

9 

17 

.08 

.00 

.03 

0.0 

5.5 

3.0 

2 

Tekoa  Res.  near  Gatehouse 

0 

35 

6.7 

6 

18 

.29 

.02 

.18 

0.0 

6.0 

2.6 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  7° 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 



Cont»d. 

Westfield 

Sachett  Res.  near  Gatehouse 

o 

< 

6.5 

li 

1U 

.31 

.00 

.03 

0.0 

6.3 

2.9 

3 

Weston 

MJ).C.  Wellesley  St.  P.  S. 

0 

8 

6.5 

15 

12 

.03 

.00 

•Ok 

O.J. 

o.u 

J- 

Tap  in  Town  Hall 

h 

•4 

6.5 

11 

16 

•03 

.00 

.02 

0.2 

21. 

6.0 

1 

West  Newbury 

Tap  in  1  own  —  Havermxi  ouppxy 

0 

1 

6.7 

52 

68 

.03 

.01 

•01 

0.3 

13. 

6 

3 

West  Springfield 

Bear  Hole  Brook  Res.  -  Raw 

0 

9 

7.5 

U6 

66 

.07 

.01 

0.1 

0.0 

2u. 

8 

3 

Bear  Hole    orooK  xtes.  —  "  xj.i/  » 

0 

7 

7.5 

U8 

66 

.01 

.00 

.02 

0.1 

2U. 

8 

3 

Tap  in  Town 

0 

6 

7*6 

17 

71 

.10 

.01 

.01 

3.0 

13. 

5 

3 

West  Stockbridge 

East  Mtc  Res.  -  Direct 

0 

9 

7.0 

26 

37 

.02 

.0 

)  .oU 

0.0 

1.8 

1.8 

3 

Sartori  Quarry  -  Tap  at  P.  3. 

0 

3 

7.5 

106 

113 

.03 

.00 

.03 

0.0 

1.3 

1.3 

3 

Weymouth 

Great  Pond-Tap  on  Low  Lift  Pump-Raw 

3 

78 

5.9 

8 

16 

.83 

.31 

.21 

0.2 

19. 

9 

3 

Trt.  Plant-Ent.  to  Filters  -  Settled 

0 

18 

5.9 

7 

31 

.17 

.29 

.20 

0.2 

18. 

9. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  7° 


City  or  Town 

Source 

Turbidity 

Color 

S 

ft 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont'd, 

Weyaanth 

Trt.  Plant  -  Finished  water 

0 

2 

6.5 

11 

3U 

.03 

.23 

.16 

0.2 

19. 

9. 

3 

Whitman 

Brockton  Supply  -  Tap  on  System 

X 

J-i> 

8.8 

.1x5 

.00 

.03 

0.0 

16. 

12 

2 

Williamafturg 

Unquemonk  Brook  Res.  Tap  in  Town 

0 

9 

6,8 

16 

2U 

.16 

•00 

.03 

0.0 

3.7 

2.5 

3 

Williaastown 

Paul  Brook 

0 

2 

7  6 

25 

33 

.01 

.00 

.03 

0.6 

3.3 

1 

3 

Rattlesnake  Brook  Res, 

0 

h 

7U 

77 

.01 

.07 

.02 

0.0 

2.6 

1 

3 

Winchester 

North  Reservoir 

0 

2> 

7.0 

6 

16 

.07 

•00 

.05 

0.1 

6.5 

U.5 

2 

Middle  Reservoir 

0 

11 

6.U 

6 

1U 

.06 

•00 

.06 

.00 

8.0 

6.0 

2 

South  Res,  near  Gatehouse 

1 

10 

6 

20 

.16 

.02 

.05 

0.0 

6.2 

U.o 

2 

Tap  -  High  Service  -  MDC 

0 

13 

io.: 

L  33 

21 

.09 

00 

.15 

0.2 

9.0 

10 

2 

Woburn 

Horn  Pond  near  P,  S, 

0 

15 

8.0 

29 

76 

.11 

.00 

.10 

1.0 

97. 

Uo 

2 

Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for 


Year  19  70 


City  or  Town 

Source 

Turbidity 

Color 

a 

Milligrams  per  Lite 

r 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

a 

•p-i 

C 

O 

s 

6 

< 

Nitrate  N 

Chlorides 

Sodium 

Worcester 

Holden  Res.  #2  -  Lower 

0 

13 

6.9 

7 

12 

.08 

.02 

.06 

0.0 

9.0 

U.7 

3 

Kendall  Res. 

0 

8 

6/8 

h 

16 

•12 

.01 

.07 

0.2 

10. 

U.7 

3 

Pine  Hill  Res. 

0 

16 

6.7 

5 

16 

.12 

.00 

.09 

0.3 

12. 

5.2 

3 

Quinapoxet  Reservoir 

1 

37 

6.6 

6 

21 

.50 

.12 

.17 

0.1 

11. 

5. 

3 

Coal  Mine  Brook 

0 

11 

7.3 

38 

72 

.11 

•01 

.05 

o.r 

hft 

U0  • 

9 

6 

1 

» 


p 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for 


Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Abington-Rockland 

G.  P.  Well  #1,  Pembroke 

5 

22 

6.8 

24 

58 

.82 

.36 

.19 

0.1 

107. 

53. 

3 

G.  P.  Well  #2,  Pembroke 

7 

30 

6.2 

28 

80 

1.1 

.72 

.10 

1.0 

43. 

22. 

1 

G.  r.  Well  ffjf  "emDroice 

4 

20 

26 

28 

1.1 

.12 

.20 

0.1 

27. 

13. 

1 

Rockland,  Raw 

2 

287 

6.0 

22 

38 

6.8 

.42 

.42 

0.1 

52. 

45. 

3 

G.  P.  Well  #3,  Pox's  Pit 

XVOCKXflUUy    f  J.IU3UBU 

0 

43 

6.7 

56 

104 

.22 

.24 

.36 

0.1 

56. 

29. 

3 

lap  on  aysxem 

0 

8 

6.9 

14 

21 

.08 

.00 

.02 

0.1 

30. 

17. 

3 

ua  r.  Mexx  JTJLA,  rem Drone 

2 

33 

6.7 

18 

30 

1.0 

.13 

.10 

0.1 

27. 

16. 

2 

u.  r.  Men  rid,  ADingxon 

1 

35 

6  L 

23 

59 

.68 

.67 

.02 

1.2 

44. 

25. 

2 

Acton 

vi.  r.  wexi  l,  on  nass«  Ave* 

0 

22 

6  1 

22 

68 

.03 

.10 

.08 

.5 

46. 

19. 

3 

Conant  G.  P.  Well,  Tap  in  P.  S. 

0 

2 

6.1 

13 

35 

.21 

.27 

.02 

0.2 

49. 

25. 

3 

G.  P.  Well,  Lawabrool  Road 

0 

6.4 

14 

31 

.01 

.00 

.00 

2.8 

23. 

13. 

2 

G.  P.  Well,  School  St. 

0 

9 

6.3 

23 

63 

.03 

.16 

.02 

2.3 

36. 

17. 

3 

Adams 

G.  P.  Well  #1,  Tap  in  P.  S. 

0 

6 

7.3 

86 

118 

.02 

.00 

.00 

0.5 

6. 

3. 

3 

-1- 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Aj&esbury 

Tubular  Wells  at  Powow  Riv.,  Raw  Wate: 

■  10 

io; 

6.7 

A3 

55 

2.8 

.27 

.23 

0.0 

18. 

8. 

3 

Overflow  of  Sett,  tank  at  Weir 
Filtration  Plant 

0 

9 

7.0 

53 

61 

.42 

.15 

.02 

0.0 

24. 

30. 

0% 

3 

Tap  in  P.  S.  Filtered  Water 

0 

6 

7.3 

63 

52 

.2A 

.05 

.00 

0.0 

23. 

36. 

3 

Amherst 

G.  P.  Well  at  Lawrence  Swamp 

0 

2 

6.4 

21 

31 

.06 

.01 

.00 

0.2 

7. 

3. 

3 

Gravel  developed  well  at  Law.  Swamp 

0 

3 

6.6 

25 

36 

.10 

.00 

.00 

0.1 

A. 

4. 

3 

G.  P.  Well,  Brown  Property 

0 

0 

6.6 

17 

30 

.02 

.00 

.00 

0.6 

10. 

4. 

2 

Driven  Well  Field,  Brickyard  Site 

1 

4 

6.4 

20 

a 

.12 

.00 

.00 

1.0 

11. 

6. 

3 

And over 

Abbot  G.  P.  Well,  Tap  in  P.  S. 

1 

3 

8.5 

58 

A8 

.02 

.06 

.00 

1.3 

28. 

29. 

2 

Ballard vale,  G.  P.  Well,  Tap  in  P.  S. 

0 

0 

6.  A 

21 

56 

.10 

.02 

.01 

0.6 

22. 

8. 

1 

Ashland 

G.  P.  Well  #4,  Howe  St. 

0 

20 

6.7 

10 

23 

.06 

.11 

.05 

0.2 

26. 

12. 

3 

G.  P.  Well  #5,  Howe  St. 

0 

22 

6.5 

11 

23 

.OA 

.11 

.10 

0.2 

26. 

12. 

3 

Town  Hall,  Tap  on  System 

0 

18 

6.  A 

9 

23 

.05 

.09 

.03 

0.2 

24. 

12. 

3 

Athol 

New  South  St.  G.  P.  Well 

1 

10 

6.6 

26 

44 

.27 

.53 

.16 

0.9 

23. 

10. 

3 

-2- 


Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

B 
a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Attleboro 

G.  P.  Well  #1,  Holden  St.  North  -  Raw 

3 

us 

6.4 

29 

39 

.98 

.18 

.15 

0.2 

24. 

19. 

3 

G.  P.  Well,  Bank  St.  Raw 

1 

35 

6.5 

15 

39 

1.3 

.22 

.14 

0.4 

25. 

11. 

3 

G.  P.  Well,  Bank  St.  FINISH 

0 

37 

6.9 

A9 

35 

1.7 

.21 

.04 

0.5 

27. 

34. 

3 

Dug  Wells  &  Filtered  Water,  So.  Attle 

boro 

0 

1 

6.7 

16 

& 

.04 

.01 

.01 

0.5 

40. 

17. 

3 

rt    P    Uol  1  So    So  Attleboro-RAW 

0 

2 

6,5 

13 

A3 

no 

0£ 

no 

-x 

r,    P    tf#»n   Si     So    Attleboro  -  RAW 

Lr#    r .    well   jj  1+  m         •         uxcuyi  u  ****** 

0 

5 

6.3 

17 

46 

.00 

.21 

.03 

0.4 

33. 

17. 

3 

G    P    Well  #5.  So.  Attleboro  -  RAW 

0 

U 

6.3 

13 

51 

.01 

.01 

.01 

0.7 

51. 

20. 

3 

G.  P.  Well  #6,  So.  Attleboro  -  RAW 

u 

20 

6.2 

20 

58 

.52 

.16 

.03 

0.9 

AA« 

17. 

3 

G.  P.  Well  #7,  So.  Attleboro  -  RAW 

2 

28 

6.3 

22 

a 

1.1 

I  .23 

.09 

0.1 

36. 

H. 

3 

Tubular  Wells  #8,  So.  Attleboro  -  RAW 

0 

3 

6./ 

15 

U3 

.08 

.29 

.02 

0.1 

37. 

H. 

3 

Combined  Old  G.  P.  Wells  &  new  filter 
basin,  new  well,  West  Mansf ield-RAW 

0 

7 

6.^ 

15 

33 

.02 

.01 

.03 

0.2 

38. 

17. 

3 

Combined  Old  G.  P.  Wells  &  new  filter 
basin,  new  well,  W.  Mansf ield-Finishe 

i  0 

5 

6.8 

25 

32 

.02 

.01 

.02 

0.2 

37. 

24. 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 


Auburn 


Avon 


Ayer 


Source 

Milligrams  per  Liter 

Turbidity 

Color 

K 

Alkalinity 

Hardness 

Iron 

00 
a 

9 

5 

? 

Ammonia  N 

j  Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

G.  P.  Well  #1,  Tap  in  P.  S. 

n 

o 

A 

6.7 

86 

205 

****  J 

.01 

— — — 
,01 

.00 

A.  3 

203. 

83. 

3 

G.  P.  Well  #2,  Tap  in  P.  S. 

n 

V 

1 

4 

6.7 

69 

286 

.02 

.00 

.00 

2. A 

315. 

11A 

.  3 

G.  P.  Well  #3,  Tap  in  P.  S. 

r\ 

\j 

c 
5 

7.5 

97 

.01 

,07 

.00 

2.7 

129. 

54. 

3 

Tap  on  Grigg*&  Water  System, 
West  Millbury 

0 

0 

6.3 

43 

93 

.01 

.01 

.01 

6.5 

32. 

16. 

3 

G.  P.  Well  #1,  off  Rt.  28 

0 

4 

6.2 

25 

79 

.03 

.00 

.00 

5.A 

83. 

39. 

3 

G.  P.  Well  #2,  off  Rt.  28 

8 

65 

6.3 

46 

92 

.96 

1.3 

.20 

0.9 

A7. 

23. 

3 

G.  P.  Well  #3,  Drine  In  Theat < » 

0 

0 

6.4 

23 

80 

.03 

.00 

.15 

3.5 

71. 

34. 

1 

Old  Dug  Well,  Fire  Hydrant 

1 

5 

6.0 

15 

58 

.08 

.01 

.00 

2.7 

59. 

25. 

3 

Tubular  Well  #4,  Connelly  St. 

0 

A 

6.3 

34 

70 

.01 

.00 

.00 

l.A 

47. 

24. 

1 

Tap  on  System 

0 

9 

6.2 

29 

80 

.29 

.13 

.01 

A.  3 

64. 

34. 

3 

G.  P.  Well  #1,  Tap  at  Well 

3 

21 

6.9 

63 

76 

1.2 

1.3 

.08 

0.A 

33. 

13. 

2 

G.  P.  Well  2,  tap  in  P.  S. 

3 

19 

7.0 

55 

78 

.81 

1.2 

.12 

0.5 

26. 

14. 

2 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

\ 
i 

Turbidity 

Color 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Ayer  (Ft.  Devens) 

Patton  G.  P.  Well 

0 

6 

6.9 

101 

135 

.05 

.01 

.01 

0.5 

23. 

6.5 

3 

Shebokin  G.  P.  Well 

0 

4 

7.5 

72 

86 

.14 

.05 

.01 

_0.0 

7.0 

3.5 

3 

Old  P.  S.  Grove  Pond 

0 

13 

6.9 

39 

71 

.29 

.25 

.01 

1.3 

26. 

13. 

3 

McPherson  Well 

0 

3 

64?i 

% 

98 

.02 

,01 

.00 

0.9 

45. 

19. 

3 

Bani  itable 
(Osterville) 

Tubular  Wells,  Mc Shane 

0 

0 

6.4 

6 

14 

.05 

.02 

.00 

1.4 

17. 

11. 

1 

G.  P.  Wells  3,  Arena 

0 

3 

6.4 

6 

13 

.01 

.01 

.00 

0.7 

14. 

8. 

3 

G.  P.  Well  7,  Craig    I  Le 

0 

0 

6.5 

5 

22 

.03 

.02 

.01 

2.8 

30. 

16. 

1 

G.  P.  Well  8,  Craigville 

0 

0 

6.C 

5 

16 

.03 

.00 

.01 

1.2 

19. 

12. 

1 

G.  P.  Well  9,  Lambert  Mill 

0 

9 

6.C 

7 

13 

.01 

.00 

.00 

0.1 

14. 

8. 

2 

> 

G.  P.  Well  #10,  Main  St. 

0 

1 

6.C 

7 

22 

.03 

.00 

.00 

1.3 

16. 

9. 

3 

Tap  on  System 

0 

0 

6.] 

6 

15 

.02 

.01 

.00 

1.0 

16. 

9. 

3 

Bsrnstable 

G.  P.  Well,  Maher  Diesel 

3 

20 

6.*i 

14 

19 

1.3 

.03 

.01 

0.6 

16. 

9. 

2 

G.  P.  Well,  Straight  Way 

0 

1 

6.3 

10 

19 

.03 

.02 

.04 

2.0 

18. 

10. 

2 

-5- 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for 


Year  19  71 


City  or  Town 

► 

Source 

Turbidity 

Color 

X 

o, 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

od 

§ 
o 

S 

a 

Nitrate  N 

Chlorides 

Sodium 

Barnstable  (Cont'd)  G.  P.  Well,  Hyanni sport 

0 

0 

A  *; 
<->•  j 

10 

a 

.01 

.00 

1.3 

19. 

12. 

2 

G.  P.  Well,  Mary  Dunn  #1 

1 

11 

6.3 

7 

13 

.27 

.01 

01 

0.1 

u. 

9. 

2 

G.  P.  Well,  Mary  Dunn  #2 

1 

9 

6.2 

9 

10 

.25 

.04 

nn 
•  uu 

0.1 

16. 

10. 

1 

Tap  on  System 

0 

6.1 

16 

27 

.16 

.02 

.01 

0.6 

16. 

10. 

2 

Barnstable 

(Fire  Dist.) 

G.  P.  Well,  Phinny9s  home 

0 

2 

6.5 

13 

21 

.07 

.01 

on 

0.3 

22. 

10. 

3 

G.  P.  Well,  K 

0 

3 

6.5 

8 

11 

.06 

.00 

on 
•  uu 

0.0 

15. 

9. 

3 

Tap  on  System 

0 

2 

6.5 

15 

19 

.07 

.00 

nn 

•  UU 

0.2 

18. 

8. 

3 

Barnstable 

(Cotult) 

Old  King's  Highway 

0 

5 

10 

18 

.01 

.00 

.00 

1.2 

17. 

8. 

3 

i 

High  Street 

0 

8 

5.9 

8 

16 

.05 

.01 

.00 

0.2 

u. 

7. 

3 

5  G.  P.  Wells,  Rte  2 

0 

5 

9 

16 

23 

.00 

.01 

0.1 

12. 

7. 

2 

Barre 

New  Well,  Tap  in  P.  S. 

0 

1 

5,8 

13 

32 

1.3 

.06 

.04 

0.9 

12. 

6. 

1 

Barre 

(Wool  Combing  Co. 

Tap,  Wells  at  Factory,  Dug  &  Tubular 

0 

0 

5.6 

9 

21 

.02 

.06 

.01 

0.8 

16. 

8. 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1971 


City  or  Town 


Source 


Cont'd. 
Bar  re 

(Wool  Combing  Co.)    Tap,  G.  P.  Well  #2 


Podford 


> 


Belchertown 


G.  P.  Well  #1,  Page  School 

G.  P.  Well  #3,  Mitre  Well 

G.  P.  Well  #4,  Mitre  Well 

G.  P.  Well  #5,  Mitre  Well 

Well  #6,  Old  dug  well 

G.  P.  Well  #7,  Middlesex  Turnpike 

G.  P.  Well  8,  Middlesex  Turnpike 

G.  P.  Well  #9 

Tubular  Wells,  Tap  on  P.  S. 


Belchertown 

(State  School)      Tubular  Wells,  before  treatment 
Tubular  Wells,  after  treatment 


u 


0 
2 
0 
0 
0 
0 
0 
0 

1 

0 

2 
0 


fl 
o 

o 
o 


0 

29 

4 

9 

3 

8 

11 
15 
10 
3 

17 
13 


X 

(X 


5.8 
6.3 
6.3 
6.3 
6.3 
6.0 
6.3 
6.2 
6.3 
6.7 

6.3 
6.9 


Milligrams  per  Liter 


c 

i-H 

ad 


10 

35 
24 
15 
56 
12 
23 
19 
18 

23 

22 
53 


oo 


u 

od 


15 

78 
91 
34 
37 
40 
69 
51 
54 
111 

66 
57 


.04 
.26 

.03 
.01 
.01 

.02 
.23 
.07 
.01 

.52 
.63 


09 

<D 

bfi 


c 

s 

< 


00  .00 
1.2 

22  .01 


,00 
.00 
.22 
.61 
,21 
.12 
.00 

.11 
.11 


,00 
,00 
.01 
.22 
.12 
.05 
.00 

.03 
.02 


-4-> 

ad 
u 


00 

•a 
u 
o 

3 

o 


0.4 
0.9 

2.6 
0.8 
1.1 
0.7 
0.3 
0.3 
0.5 
1.0 

0.3 
0.3 


6.8 

66. 
71. 
46. 
39. 
31. 
78. 
52. 
60. 
122J 

36. 
34. 


Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1971 


City  or  Town 

Source 

Turbidity 

Color 

a 

Qt 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Bell Ingham 

G.  P.  Well  #1,  Tap  in  P.  S. 

0 

2 

6.3 

18 

33 

.01 

.00 

.00 

0.5 

12. 

6. 

3 

u#  r.   well  /it   lap  m  r.  o. 

1 

5 

D.4 

12 

25 

.22 

.02 

.00 

0.1 

10. 

4. 

2 

ft     P     UQ"1  1    ifQ      Ton          P  G. 

<j.  -r.  «ej_L  ifjf  lap  in  r.  o. 

off  Wrentham  St. 

0 

2 

6.3 

21 

35 

.03 

.03 

.00 

1.2 

11. 

7. 

3 

G.  P.  Well  #4,  Tap  in  P.  S# 

on  wren^nain  ol. 

0 

1 

d.4 

13 

23 

.01 

.00 

.00 

0.7 

7.2 

5. 

3 

ft    p    u0n  Me. 
u.  r.  wen  jfp 

0 

3 

6.4 

19 

37 

.01 

.00 

.00 

1.9 

19. 

12. 

3 

oerlcley 

u.  r.  well,  lap  on  *ire  otatxon 

1 

6. 

6.5 

17 

94 

.13 

.01 

.01 

6.3 

5.3 

5. 

2 

Bernard stown 

uug  well,  lap  in  r.  o. 

0 

5 

/•  ✓ 
o.o 

8 

23 

.08 

.01 

.00 

0.3 

3.3 

2. 

3 

uravel  developed,  well,  lap  in  r.  o. 

3 

H 

o.  5 

8 

19 

.45 

.01 

.00 

0.2 

3.8 

2. 

3 

>  1  1.  LLcriCa 

1 

Tori    in    Frrri  nooT  '  a    flf  f  1  no 

0 

15 

23 

81 

.14 

.01 

.03 

4.3 

60. 

29. 

3 

Blackstone 

G.  P.    Well  fflf  Tap  in  P.  S. 

0 

2 

6.1 

16 

33 

.01 

.00 

.00 

1.5 

16. 

6. 

3 

G.  P.  Well  #2,  Tap  in  P.  S. 

0 

1 

6.2 

18 

34 

.01 

.02 

.00 

1.0 

18. 

10. 

2 

G.  P.  Well  #3,  Tap  in  P.  S. 

0 

4 

6.1 

11 

19 

.27 

.15 

.06 

0.1 

10. 

5. 

2 

G.  P.  Well  #4,  Tap  in  P.  S. 

0 

5 

6.3 

10 

25 

.00 

.00 

.00 

0.5 

11.. 

6. 

2 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for 


Year  1971 


City  or  Town 

Source 

Turbidity 

Color 

X 

a, 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese  1 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Bourne 

G.  P.  Well,  County  Road,  Pacassett 

0 

4 

6.6 

18 

50 

.02 

.00 

.00 

0.1 

7.0 

6. 

3 

U 

4 

o.  p 

12 

.10 

.  00 

.  00 

0.2 

27. 

13. 

3 

G.  P.  Well,  Bourne  Town  Forest 

U 

2 

6.6 

9 

13 

.01 

.  OU 

r\r\ 
.00 

0.1 

11. 

7. 

2 

Tap  in  Water  District  Office 

U 

o 

10. 

OO 

.04 

.00 

.00 

0.1 

11. 

7. 

1 

Bourne 

No.  Sagamore  W.Dist.)  Philbrook  Residence 

0 

4 

6.3 

17 

29 

.02 

.00 

.00 

1.3 

18. 

26. 

3 

G.  P0  Well 

5 

vjj  J. 

11 

24 

.10 

.00 

.00 

1.3 

26. 

12. 

2 

Bourne  (Sagamore) 

Tubular  Wells,  Rte  6A 

0 

7 

6.5 

12 

19 

.03 

.01 

.02 

0,4 

16. 

8. 

3 

Tap  on  System 

0 

14 

6.5 

10 

21 

.01 

.01 

.00 

0.5 

13. 

8. 

3 

Bourne 

(Buzzards  Bay) 

G.  P.  Well  &  Tubular,,  Bournedale  Rd, 

0 

0 

6.5 

8 

11 

.02 

.02 

.01 

0.1 

8,2 

6. 

2 

I 

G.  P.  Well,  Head  of  Bay  Road 

0 

1 

6,4 

8 

17 

.01 

.01 

.01 

0.8 

10. 

7. 

2 

Tap  in  Water  District  Office 

0 

2 

6.4 

9 

13 

.07 

.00 

.00 

0.3 

9.C 

7. 

2 

Boy 1st on 

G.  P.  Well,  Tap  in  P.  S. 

8 

20 

6.4 

25 

36 

.84 

.05 

.01 

0.0 

18. 

8. 

2 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

Q. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

cd 

1 

§ 

< 

Nitrate  N 

Chlorides 

Sodium 

Boylston 
(Morningdale) 

G.  P.  Well  #1,  Tap  in  P.  S. 

1 

Q 

O 

6.1 

24 

43 

•  12 

.01 

.00 

0.7 

21. 

10. 

3 

u.  r.  well  ftttf  on  R-Ze  fu—  14U 

(J 

3 

O.J 

1  / 

■51 

31 

.02 

.01 

.00 

1.2 

16. 

9. 

3 

Braintree 

G.  P.  Well,  Lakeside  Ave. 

2 

10 

25 

77 

♦49 

.19 

0.7 

115 

.  53. 

3 

Tap  on  System 

0 

5 

7.2 

32 

4l 

.04 

.  00 

.02 

0.4 

55. 

39. 

3 

Braintree 

(Norfolk  County  Hos 

,)G.  P.  Wells 

0 

7 

6.4 

57 

71 

.03 

.00 

.00 

1.4 

17. 

9. 

3 

Bridgewater 

G.  P.  Well,  Flagg  St. 

0 

2 

6.3 

13 

28 

.02 

.01 

.00 

0.6 

14. 

8. 

3 

Bridgevater 

(Water  Dept.) 

G.  P.  Well  1,  Carrier  Pond 

1 

7 

6.2 

20 

28 

.33 

.49 

.14 

0.2 

H. 

11. 

3 

G.  P.  Well  2,  500  ft.  from  Carrier  Pd 

,  3 

H 

6.3 

16 

38 

.24 

.10 

.03 

0.5 

22. 

15. 

3 

G.  P.  Well  3,  Matfield  River 

0 

4 

6.2 

19 

54 

.32 

.16 

.32 

7.4 

24. 

15. 

3 

Tap  in  Town  Hall 

1 

4 

6.3 

19 

31 

.39 

.05 

.01 

1.0 

20. 

H. 

3 

Burlington 

Terrace  Hall  Aye  Well  #1 

0 

7 

6.S 

21 

78 

.01 

.07 

.03 

5.3 

90. 

35. 

2 

Terrace  Hall  Ave.  Well  #2 

0 

6 

6.4 

24 

71 

.19 

.25 

.09 

0.6 

78. 

36. 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

o. 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 
Burlington 

Main  tr»          luDUlar  neJ.13 

Great  Meadow  Road 

0 

12 

6.5 

67 

U7 

.54 

.68 

.18 

0.6 

143 

56. 

3 

li,  r.  Well  irp,  Miaaiesex  ox;. 
Tap  in  P.  S. 

0 

6 

6.5 

32 

71 

.09 

1.0 

.26 

0.1 

71. 

31. 

3 

G.  P.  Well  #6  Sandy  Brook  Hd. 

u 

lb 

O.l 

20 

59 

.33 

.30 

.23 

0.3 

82. 

40. 

3 

G.  P.  Well  #3,  Middlesex  St. 
Tap  in  P.  S. 

o 

6.2 

60 

.03 

.00 

.00 

0.5 

75. 

29. 

3 

G.  P.  Well  4,  Middlesex  St. 
Tap  in  P.  S. 

0 

4 

Do  <d 

34 

92 

.03 

.12 

.01 

1.1 

67. 

29. 

3 

G.  P.  Well  7  off  Lexington  Ave. 

0 

2 

D.4 

38 

85 

.20 

.06 

.04 

oU 

68. 

25. 

3 

Tubular  Wells,  Wyman  St. 

0 

6 

0.4 

A3 

131 

,  .09 

.07 

.02 

3.7 

104 

.  36. 

3 

Canton 

G.  P.  Well  #4,  Pecunit  St. 

0 

1 

A  C 

29 

77 

.01 

.01 

.00 

3.2 

30. 

14. 

2 

G.  P.  Well  #5,  Everendon  Rd. 

0 

4 

7.1 

19 

46 

.01 

.00 

.00 

0.4 

23. 

11. 

1 

G.  P.  Well  #6,  Everendon  Rd. 

0 

2 

7.C 

16 

30 

.00 

.00 

.00 

0.6 

13. 

6.; 

1 

Chelmsford ( Center ) 

Turnpike  Road,  G.  P.  Well 

0 

8 

6.5 

17 

56 

.02 

.20 

.05 

1.6 

39. 

19. 

3 

West  Chelmsford,  G.  P.  Well 

0 

4 

6.* 

i  18 

49 

.00 

.02 

.00 

2.3 

32, 

13. 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

K 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cout'd. 

Chelmsford ( Center)  Warren  Avenue,  G.  P.  Well 

0 

15 

6.4. 

15 

62 

.17 

.28 

.04 

2.0 

18. 

1 

Mill  Road,  G.  P.  Wells 

0 

7 

6.3 

20 

55 

.02 

.06 

.00 

2.2 

30. 

13. 

3 

Smith  St.  Well,  before  treatment 

A 

6.0 

63 

6.2 

.36 

..✓V 

.11 

0.2 

44e 

19. 

2 

P.twnVo^  5>nT*1  ntr  Rop^  Well 

« 

6.4 

23 

74. 

1 

.42 

.00 

2.0 

5% 

22. 

1 

Canal  Street,  G.  P„  Well 

0 

20 

6.4 

26 

71 

.56 

•  22 

.03 

0.2 

54. 

12. 

3 

No.  Chelmsford 

G.  P.  Well  1,  Bemil  Field 

0 

3 

6.1 

15 

75 

c06 

.07 

.01 

3.6 

106 

,50. 

3 

G.  P.  Well  2,  at  Bomll  Field 

0 

J 

6.2 

20 

72 

..'■•*> 

.19 

.01 

0.9 

90. 

38, 

3 

G.  P.  Well  3,  at  Bomil  Field 

0 

12 

6.1 

18 

73 

.03 

.15 

.01 

2.2 

107 

.52. 

3 

East  Chelmsford 

G.  P.  Well 

5 

33 

6.7 

48 

96 

.73 

.13 

.12 

0.1 

75. 

19. 

2 

Chelmsford  Center 

Smith  St.  Treated 

0 

U 

6.3 

39 

110 

.03 

.32 

.12 

0.2 

43. 

18. 

1 

Rive  mi  ck  Road  Well 

0 

0 

16 

46 

.02 

.00 

.00 

1.9 

23. 

9. 

3 

Chilmark 

Tap  on  System 

0 

4 

6.6 

U 

18 

.05 

.00 

.00 

0.2 

18. 

13. 

2 

Co has set 

G.  P.  Well  1,    Sohier  St. 

0 

5 

6.5 

36 

61 

.13 

.01 

.00 

1.3 

45. 

27. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 
A 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

C 

o 

I 

a 

< 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Colrain 

(GriswoldTille) 

Gravel  developed  well,  Taf>  in  P.  S. 

0 

3 

6.7 

27 

u 

.02 

.00 

,  uu 

0.1 

1.7 

1. 

3 

Tubular  Wells,  near  North  River 

0 

13 

7.1 

54 

66 

.06 

.00 

on 

0.2 

12. 

7.5 

2 

Concord 

G.  P.  Well  off  Walden  St. 

0 

5 

6.3 

29 

70 

.01 

.08 

.00 

2.8 

24. 

13. 

1 

Deaconess  G.  P.  Well 

0 

5 

6.6 

28 

52 

.01 

.00 

.00 

1.3 

11. 

8. 

1 

Jennie  Dug an  Well 

0 

4 

8.2 

35 

24 

.09 

.00 

on 

1.2 

9.3 

15. 

2 

2nd  Jiivision  VrT.l 

1 

5 

6. 

13. 

.09 

,00 

.  VJ\J 

0.1 

5.5 

5. 

1 

G#  P.  Well,  Thf  in  P.  S.  Hugh  Cargill  V: 

Well 

:,i 

0 

0 

7.2 

59 

58 

.01 

.02 

.00 

1.8 

21. 

27. 

1 

Concord 
(Kalnla  Wood) 

Tap  in  District 

0 

5 

9.8 

45 

23 

.06 

»00 

.02 

0.2 

8.5 

21. 

2 

\   Dan vers 

G.  P.  Well  #1 

0 

9 

7.0 

85 

133 

.03 

.23 

.00 

1.0 

58. 

28. 

2 

G.  P.  Well  #2 

5 

40 

6.9 

75 

104 

1.1 

.49 

.12 

0.3 

35. 

21. 

3 

Dartmouth 

G.  P.  Well  #1,  Chase  Road 

0 

13 

6.9 

17 

33 

.03 

.26 

.01 

0.5 

13. 

8. 

3 

G.  P.  Well  #2,  Chase  Road 

0 

7 

6.8 

13 

26 

.03 

.01 

.01 

0.6 

13. 

8. 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 

Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

s 

Milligrams  per  Liter 

No.  of  Samples 

• 

Alkalinity 

Hardness 

Iron 

o 

00 

it\ 

§ 

i 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

U&TXIBOUUD 

G    P    Well  3.  Chase  Road 

0 

4 

6.2 

13 

27 

no 
.02 

.01 

.Ul 

u.  o 

X-L  • 

7 

•» 
j 

G.  P.  Well  #4,  Rte  6 

0 

33 

6.1 

15 

2o 

no 

.02 

J..  J. 

8  *i 

A 

TWIViam 

G.  P.  Well  #1,  Dover  St. 

0 

4 

6.3 

ZL 

93 

•  23 

.06 

An 

90. 

73 

j 

G.  P.  Well  11,  Bock  M^edov 

¥  * 
W 

6.1 

i> 

•>/ 

TO 

.06 

nn 

3  3 

125 

A3- 

1 

G.  P.  Well  A,  Bridge  St. 

1 

19 

6.4 

26 

56 

.30 

.73 

.09 

1.4 

36. 

18. 

3 

G.  P.  Well  B,  Bridge  St. 

0 

3 

6.5 

25 

60 

.03 

.05 

.04 

1.4 

40. 

15- 

3 

G.  P.  WeU  D,  Bridge  St. 

2 

15 

6.4 

23 

57 

.52 

.88 

.15 

1.1 

53. 

22. 

3 

G.  P.  Well  E,  Bridge  St. 

0 

15 

6.5 

27 

53 

.21 

1.2 

.07 

.07 

a. 

20. 

2 

G.  P.  Well  F,  Bridge  St. 

2 

13 

6.0 

27 

59 

.59 

.42 

.13 

1.3 

33. 

15. 

2 

t 

G.  P.  Well  A,B,D,E,F,  treated 

1 

14 

6.4 

26 

55 

.26 

.59 

.07 

1.2 

42. 

20. 

3 

G.  P.  Well  1,  White  Lodge 

0 

3 

o.4 

33 

66 

.01 

.03 

.00 

1.0 

35. 

16. 

2 

G.  P.  Well  2,  White  Lodge 

0 

17 

6.4 

35 

70 

.32 

1.7 

.10 

0.3 

34. 

19. 

2 

G.  P.  Well  3,  White  Lodge 

0 

14 

6.4 

42 

77 

.01 

.89 

.11 

0.3 

a. 

20. 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplier 
Sources  for 


Year  1971 


City  or  Town 

Source 

Turbidity 

Color 

Sr! 
ft 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont'd. 

Dedham 

G.  P.  Well  4,  White  Lodge 

0 

U 

6.5 

40 

81 

.03 

.77 

.08 

0.4 

33. 

19. 

2 

Tap  on  System 

1 

6 

6.4 

30 

63 

.36 

/  •» 

.61 

.06 

0.9 

39. 

21. 

3 

Deerfield 

Tubular  Well  off  Sugarloaf  St. 

0 

3 

6.4 

12 

81 

.01 

.00 

.00 

11. 

L  32. 

16. 

3 

North  Springs  from  Col.  Well 

2 

7 

6.6 

20 

33 

.05 

.00 

.00 

.00 

e. 

3. 

2. 

Harris  Spring.  G.  P.  Well 

0 

2 

6.8 

14 

48 

.01 

.00 

.00 

5.2 

10. 

4. 

3 

Tap  at  Deerfield  Academy 

1 

2 

6.7 

33 

65 

.03 

.00 

.00 

1.3 

23. 

10. 

3 

Dennis 

Tap  on  system,  Town  office 

0 

0 

6.4 

10 

22 

.01 

.00 

.00 

0.3 

20. 

12. 

4 

G.  P.  Well  1,  Old  Catham  Road 

0 

2 

6.2 

7 

13 

.03 

.00 

.01 

.5 

19. 

12. 

4 

G.  P.  Well  2,  Old  Catham  Road 

0 

1 

6.0 

8 

14 

.03 

.00 

.01 

1.4 

20. 

11. 

4 

G.  P.  Well  3,  Old  Catham  Road 

0 

3 

6.1 

9 

10 

.03 

.00 

.01 

0.3 

15. 

10. 

2 

u.  r.  WeJ_L  4 »  "0*  SO*  tennis  noau 

1 

6 

K  o 

5.7 

10 

13 

.71 

.08 

.05 

0.0 

18. 

u. 

4 

G.  P.  Well  6,  No.  So.  Dennis  Road 

0 

3 

6.0 

8 

13 

.16 

.00 

.01 

0.6 

21. 

13. 

4 

G.  P.  Well  5,  Rte  134 

0 

1 

6.1 

6 

14 

.02 

.00 

.00 

0.2 

a. 

10. 

4 

G.  P.  Well  7,  Airline  Road 

0 

1 

6.1 

8 

14 

.02 

.00 

.01 

0.1 

15. 

9. 

4 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 


Source 


Cont'd. 

Dennis  C  P.  W«H»  Airline  Road 

G.  P.  Well  9,  Grassy  Pond  Drive 
G.  P.  Wells,  Main  St.  Bass  River  Rd. 

Dighton(  Segregansett )  Tubular  Wells,  Somerset  Ave. 

0.  P.  Well,  Cedar  St. 

Dighton( County  School)  G.  P.  Well 

Douglas  Tubular  Wells,  Tap  in  P.  S. 

Dover  (Water  Wks. )  Picardy  Rd.,  Deep  Well,  Tap  in  P.  S. 

Tap  on  System 

Dover  (Water  Co.)    Tubular  Well,  Tap  on  System 

Dover  (Mcfcmr*)     Drilled  Well,  Tap  on  System 

Dover  (Bd  of  Select 

men)  Drilled  Well,  Church  St.  Tap  in  Tn  Hall 

Dover  (Meadow  Brook 

Water  Trust)  Tubular  Well  Field,  Tap  in  P.  S. 


73 

XI 
ft 


0 

1 

0 

6 

1 

0 

0 

0 

0 

0 

0 


o 
o 
o 


1 

4 
3 

15 

5 

0 

3 
0 
1 
8 
8 

11 


s 

a, 


5.9 
5.8 
6.2 
6,2 
6.2 
6.5 
6.9 
6.5 
6.5 
7.3 
6.3 

6.7 


6.5  23 


Milligrams  per  Liter 


a 

— i 

w— I 

ed 
< 


8 

11 

U 

13 

17 

3U 

22 

U 

25 

4.9 

20 

uo 


DO 
00 

a 


as 


10 
13 
19 

32 

a 

103 

35 

28 

29 

48 

51 

164 


o 
u 


.01 
.07 
.01 
.47 
.12 
.03 
.01 
.02 
.02 
.33 
.05 

.25 


78     .01  .01 


GO 


.00 
.00 
.00 
.00 
.00 
.01 
.01 
.00 
.00 
.02 
.00 

.01 


a 
I 

s 

< 


.01 
.01 
.00 
.00 
.03 
.00 
.00 
.00 
.00 
.00 
.01 

.17 

.00 


00 
<D 
T3 

•H 

o 

o 


0.0 
0.0 
0.4 
1.5 
1.2 
7.5 
1.4 
0.4 
0.4 
0.7 
1.6 

2.1 


16. 
16. 
19. 
28. 
17. 

14. 
18. 
19. 
19. 
48. 
29. 


10. 

11. 

U. 

17. 

5. 

9. 

11. 

14. 

14. 

44. 

13. 


180.48. 


1,9*   77.  37.  2 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  1971 


City  or  Town 

Source 

Turbidity 

Color  j 

S 
o< 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 



Nitrate  N 

Chlorides 

Sodium 

Dracut 

Tap  in  Town 

0 

8 

&6 

24 

43 

.08 

.13 

.00 

1.0 

~20. 

9. 

2 

Tyngsboro  G.  P.  Well 

0 

5 

6.6 

28 

38 

.03 

1.4 

.00 

0.7 

20. 

10. 

2 

New  Bostos  0.  P.  Well 

0 

3 

6.5 

20 

33 

.01 

.02 

.13 

0.7 

10. 

5. 

2 

Dudley 

Tubular  Wells,  Tap  in  P.  S. 

0 

2 

6.3 

16 

28 

.01 

.07 

.01 

0.8 

14. 

9. 

3 

G.  P.  Well,  Tap  in  P.  S.  Well  #2 

0 

3 

6.1 

15 

35 

.01 

.03 

.00 

1.1 

19. 

11. 

3 

Dunstable 

Tubular  Wells,  Tap  in  P.  S. 

0 

6 

6.8 

26 

39 

.12 

.81 

.05 

0.5 

28. 

14. 

6 

Duxbury 

Tubular  Wells,  Millbrook 

0 

6 

6.4 

9 

20 

.10 

.00 

.00 

0.7 

20. 

12. 

2 

G.  P.  Well,  Partridge  Rd. 

0 

3 

6.3 

8 

24 

.17 

.01 

.00 

1.2 

33. 

17. 

2 

G.  P.  Well,  Depot  St. 

0 

3 

6.1 

10 

u 

.01 

.17 

.00 

0.7 

42. 

27. 

3 

G.  P.  Well,  Lake  Shore  Drive 

0 

4 

6.2 

13 

21 

.03 

.07 

.01 

1.1 

21. 

13. 

3 

G.  P.  Well,  Millbrook 

0 

4 

6.2 

12 

21 

.04 

.02 

.00 

0.4 

19. 

11. 

3 

Tap  in  Town  Hall 

0 

4 

6.3 

18 

52 

.03 

.04 

.00 

0.6 

38. 

22. 

3 

East  Bridgewater 

G.  P.  Well  #1,  PondSt. 

1 

8 

6.4 

13 

22 

.45 

.03 

.02 

0.5 

19. 

11. 

3 

G.  P.  Well  #2,  Crescent  St. 

0 

2 

6.1 

11 

37 

.07 

.07 

.00 

2.6 

18. 

10. 

3 

-17- 


Analysis  cf  the  Water  of  Public  Water  Supplies 
Averages  of  Cb-rrical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

s 

u 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont'd. 

Bast  Bridgevater 

Tap  in  Town  Hall 

n 

6.1 

16 

// 

.14 

.01 

.00 

1.0 

15. 

10. 

3 

East  Brookfield 

G,  P.  Wells,  Tap  in  P.  S. 

X 

\j 

6.3 

7 

t 

1/ 

OA 

0.0 

8.5 

1 

Dug  Well,  Town  Supply 

2 

1U 

6.2 

rt 
I 

on 

•  45 

on 

O.  ? 

X 

East  Chelmsford 

G.  P.  Well 

9 

bU 

6.4 

45 

vu 

1.5 

.  <cO 

no 

w.  X 

tc 

1 

X 

East ham 

Driven  Wells  (April  -  Nov.) 

1 

1U 

6.6 

15 

l  7 
•  X  / 

.  IAJ 

7  9 

H-X  • 

X 

East  Hampton 

Tubular  Wells,  Tap  in  P.  S. 

0 

3 

7.3 

52 

69 

.02 

.00 

.00 

1.1 

13. 

4. 

3 

Gravel  Developed  Well,  Hendricks  St. 

0 

2 

7.5 

58 

90 

.03 

.00 

.00 

0.5 

9.0 

4. 

3 

New  G.  P.  Well  #2 

0 

2 

7.8 

42 

44 

.00 

.00 

.00 

1.3 

5.7 

3. 

3 

G.  P.  Well  #1,  Center  St. 

0 

C 

6.4 

9 

31 

.02 

.03 

.00 

0.9 

25. 

10. 

2 

1 

G.  P.  Well  #2,  Washington  St. 

0 

3 

6.5 

28 

44 

.01 

.00 

.00 

3.9 

36. 

31. 

3 

G    P    Well  #3.  Red  Mill  Road 

0 

5 

6.7 

26 

27 

.00 

.00 

.00 

0.4 

14. 

17. 

2 

Parkview  School 

0 

3 

6.5 

13 

37 

.01 

.01 

.00 

1.2 

18. 

13. 

3 

Edgartown 

Dug  &  Tubular  Wells,  Tap  in  P.  S. 

0 

2 

9.4 

61 

12 

.02 

.01 

.01 

O.C 

19. 

29. 

3 

G.  P.  Well  #2,  Shurtleff  Gas 

0 

1 

6.1 

13 

u 

.10 

.07 

1.2 

7.8 

42. 

22. 

4 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1971 


City  or  Town 

Source 

Turbidity 

Color  J 

ac 

a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

u^nt'd. 

Edgartovn' 

G.  P.  Well,  Mashacket 

0 

2 

6.3 

9 

14 

.01 

.00 

.02 

0.1 

14. 

8. 

4 

Tap  on  System 

0 

3 

6.2 

10 

25 

.01 

.03 

.04 

1.4 

18. 

11. 

3 

Essex 

Tap  in  Fire  Station 

2 

45 

6.5 

17 

34 

.90 

.38 

.00 

0.1 

17. 

10. 

1 

G.  P.  Well  #2 

1 

45 

6.3 

14 

26 

1.1 

.u 

.07 

0.0 

16. 

9.5 

1 

Fairhaven 

Tub.  Wells  near  Nashketucket  River 

0 

36 

6.3 

16 

33 

.08 

.01 

.07 

3.3 

20. 

12. 

3 

Tub.  Wells  near  Mattapoisett  River 

0 

19 

6.2 

15 

29 

.53 

.17 

0.2 

1.2 

16. 

11. 

3 

Tap  oh  System 

0 

37 

6.2 

16 

43 

.42 

.10 

.03 

1.8 

18. 

11. 

3 

Foxbo  rough 

G.  P.  Well  #1,P.S.  #1  off  Chestnut  St. 

0 

2 

6.5 

19 

A3 

.02 

.05 

.01 

1.9 

20. 

11. 

3 

Foxboro 

G.  P.  Well  #4,P.S.#2  off  Smith  St. 

0 

7 

6.  4 

9 

28 

.01 

.01 

.01 

0.7 

19. 

10. 

3 

G.  P.  Well  #5,  p.S.#2  off  South  St. 

0 

10 

6.5 

11 

24 

.03 

.00 

.00 

0.3 

15. 

9. 

1 

G.  P.  Well  #6,  P.S.#2  off  South  St. 

0 

7 

6.2 

10 

27 

.03 

.03 

.01 

0.4 

14. 

9 

3 

G.  P.  Well  #7,P.S.  #3  off  Oak  St. 

0 

6 

6.2 

15 

38 

.09 

.01 

.01 

1.1 

23. 

10. 

3 

G.  P.  Well  #8,  P.S.#3  off  Oak  St. 

0 

0 

6.4. 

15 

27 

.01 

.00 

.00 

0.4 

20. 

8. 

2 

G.  P.  Wells  1,2,3.P.S.#1,  Venturi  Pit 

0 

5 

6.3 

19 

45 

.03 

.07 

.01 

1.9 

22. 

12. 

3 

-19- 


Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

P. 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Foxboro 

C-eP.  Wells  4,  5,  6. P.  S. #2  First  home 
after  treatment 

0 

5 

13 

28 

.07 

.03 

.01 

0.5 

18. 

10. 

3 

G.r.  Wells  7,o.r.o«jr.5,x8t  nouse  aixer 

treatment 

0 

5 

6.3 

16 

34 

.09 

.00 

.01 

1.0 

21. 

9. 

3 

Tap  in  Town  Hall 

0 

3 

6.3 

14 

38 

.03 

.01 

.01 

1.0 

19. 

10. 

3 

Framingham  (MCDA) 

Gravel  Packed  Well,  Tap  in  P.  S, 

0 

6 

6.6 

32 

114 

.01 

.02 

.01 

1.8 

127 

.48. 

Franklin 

G.  P.  Wells  1  &  2,  Beaver  Pond 

o 

1  7 

6.8 

"37 

•  j~ 

.01 

0.3 

23. 

13. 

3 

G.  P.  Well  #3,  Grove  St. 

0 

0 

6.5 

15 

36 

.00 

.00 

.01 

1.4 

16. 

10. 

3 

G.  P.  Well  #4,  Miller  St. 

0 

1 

6.5 

12 

28 

.00 

.00 

.00 

0.7 

16. 

8. 

3 

Tap  in  Town  Hall 

1 

7 

6.5 

16 

43 

.07 

.15 

.00 

0.6 

18. 

10. 

3 

Freetown 

Drilled  Well  #1,  Assonet  Bay  Shores 

2 

40 

6.6 

80 

112 

.63 

.52 

.00 

0.0 

23. 

11. 

2 

Drilled  Well  #2,  Assonet  Bay  Shores 

1 

23 

7.2 

80 

113 

.69 

.61 

.00 

0.0 

23. 

15. 

2 

Gardner( State  Hos.)  Tub.  Wells,  Tap  in  State  Hospital 

1 

11 

6.3 

7 

28 

.16 

.05 

.00 

0.1 

9.2 

5. 

3 

Georgetown 

Metcalf  Well 

0 

8 

6.2 

20 

49 

.23 

.05 

.01 

0.5 

15. 

8. 

3 

New  G.  P.  Well 

0 

6 

6.6 

42 

75 

.06 

.06 

.02 

0.5 

16. 

8. 

3 

-20- 


Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Sour  ;e 

Milligrams  per  Liter 

Turbidity 

Color 

X 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Gill 

Tap  at  Spring 

0 

1 

6.7 

28 

49 

.14 

.01 

.00 

1.6 

15. 

7. 

3 

Mt.  Hereon  School,  Tubular  Wells 

1 

3 

6.5 

10 

27 

.16 

.00 

.01 

1.0 

8.3 

5. 

3 

Gosnold 

Tub.  Wells  before  treatment 

0 

7. 

7.3 

26 

24 

.14 

.00 

.00 

0.7 

27. 

22. 

3 

Tub.  Wells  after  treatment 

0 

8 

7.7 

33 

25 

.15 

.00 

.01 

0.7 

28. 

26. 

3 

Grafton(So.  W.D. ) 

G.  P.  Well  #1,  Tap  in  P.  S. 

1 

6 

6.2 

8 

27 

.16 

.01 

.01 

2.2 

31. 

17. 

3 

G.  P.  Well  #2,  Tap  in  P.  S. 

0 

3 

6.2 

9 

32 

.03 

.00 

.01 

3.6 

38. 

18. 

3-v 

Grafton  (Water  Co. )  Dug  Wells,  Tap  in  P.  S. 

0 

12 

6.7 

22 

79 

.01 

.00 

.00 

4.1 

71. 

34. 

3 

G.  P.  Well  #3,  No.  Grafton 

1 

12 

6.5 

26 

67 

.56 

0.5 

.11 

0.7 

58. 

23. 

3 

Granby 

Deep  Tub.  Well,  Tap  in  P.  S. 

1 

3 

7.0 

69 

108 

.01 

.00 

.00 

1.5 

7.0 

6. 

2 

Granville 

Collecting  Well  &  Spring,  Tap 

0 

4 

6.7 

17 

21 

.04 

.00 

.00 

0.0 

1.8 

2. 

3 

Deep  Tub.  Well,  Tap  in  P.  S. 

0 

5 

7.2 

35 

36 

.05 

.00 

.00 

0.0 

4.5 

3. 

1 

Greenfield 

Dug  Well  near  Green  River,  Tap  in  P 

.s. 

0 

U 

7.2 

38 

u 

.02 

.00 

.00 

0.1 

3.8 

2. 

2 

Mill  Brook  G.  P.  Well  #1,  Tap  in  P. 

s. 

1 

3 

6.6 

21 

52 

.ou 

.02 

.00 

0.5 

22. 

8. 

1 

Mill  Brook  G.  P.  Well  #2,  Tap  in  P. 

s. 

0 

0 

6.6 

13 

34 

.00 

.00 

.00 

0;3 

8.5 

3. 

1 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Wate.  Sources  for  Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 
Ot 

Alkalinity 

Hardness 

Iron 

Manganese 

z 
s 

o 

a 
s 

< 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Greenfield 

Mill  Brook  Q.  P.  Well  #3,  Tap  in 

P.S. 

10 

25 

6.6 

15 

46 

.66 

.06 

,00 

1.1 

36. 

14. 

1 

Grot  on 

G.  P.  Well,  Shattuck  Field  P.  S. 

0 

27 

6.6 

34 

51 

.05 

.09 

.00 

0.3 

15. 

6. 

3 

Dug  Well,  Tap  in  P.  S. 

0 

2 

6.7 

39 

46 

.07 

.10 

.00 

0.3 

9.0 

4. 

3 

Storage  Tank  at  Groton  School 

2 

26 

6.7 

33 

51 

0.4 

.01 

.02 

0.3 

12. 

5. 

3 

Tub.  Wells,  Tap  in  P.  S. 

2 

3 

6.6 

29 

a 

.18 

.78 

.02 

2.8 

15. 

8. 

3 

Grovel and 

G.  P.  Well  #1 

1 

9 

6.7 

47 

71 

.20 

.01 

.00 

0.4 

12. 

7. 

3 

Hadley 

New  G.  P.  Well 

0 

5 

6.9 

69 

104 

.00 

.00 

.00 

1.9 

8.5 

6. 

1 

Halifax 

G.  P.  Well  #1 

1 

5 

6.6 

30 

32 

.50 

.38 

.11 

0.2 

14. 

11. 

2 

Tap  in  Town  Hall 

0 

7 

6.6 

32. 

35 

.34 

.23 

.02 

0.1 

13. 

6. 

2 

^  Hamilton 

School  St.  Well,  Tap  in  P.  S. 

0 

2 

6.8 

49 

95 

.02 

.00 

.01 

3.4 

36. 

17. 

3 

Pat ton  G.  P.  Well,  Tap  in  P.  S. 

0 

4 

6.8 

52 

70 

.15 

.45 

.01 

0.1 

18. 

10. 

3 

Pleasant  Pond,  Caisson  Well 

0 

7 

7.2 

103 

133 

.14 

.04 

.01 

0.4 

19. 

11. 

3 

Sta. 

G.  P.  &  Tub.  Wells,  Tap  in  Bridge  St. 

0 

4 

6.7 

23 

64 

.05 

.00 

.00 

0.6 

52. 

20. 

1 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Watsr  Sources  for  Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium  J 

No.  of  Samples 

Hanover 

G.  P.  Well  #1,  Hanover  St. 

0 

15 

6.2 

15 

60 

.03 

.  LXJ 

1.  o 

•a 
i 

Hanilton 

G.  P.  Well  #2,  Hanover  St. 

0 

2 

6.2 

15 

52 

.15 

.00 

.00 

0.6 

22. 

12. 

3 

G.  P.  Well  #1,  Pcnd  St. 

2 

310 

6.1 

27 

53 

6.2 

1.1 

.37 

0.1 

81. 

38. 

2 

G.  P.  Well  #2,  Pond  St. 

2 

180 

6.2 

20 

51 

3.4 

1.3 

.18 

0.4 

65. 

30. 

2 

Tindale  G.  P.  Well  01 

1 

4 

6.3 

21 

45 

.29 

.03 

.00 

0.7 

22. 

13. 

3 

Tindale  G.  P.  Well  #2 

8 

28 

6.1 

19 

72 

1.3 

•  51 

u.  ? 

)<->• 

on 

o 
J 

Tap  in  Town  Hall 

1 

20 

6.1 

18 

60 

.14 

.01 

,01 

1.3 

39. 

24. 

3 

Hard wick 
( Gilbert  ville) 

G.  P.  Well,  New  Braintree 

0 

2 

6.6 

22 

29 

.01 

.00 

.00 

0.2 

4. 

3. 

3. 

Hard  wick 
(Water  Assn. ) 

Tub.  Wells  from  Tap 

0 

2 

7.0 

60 

109 

.03 

.00 

.00 

3.0 

29. 

10. 

3 

HardwickC Wheelwright )  Tap  in  P.  S.  Tubular  Wells 

0 

3 

6.6 

15 

21 

.08 

.01 

.00 

0.3 

7.8 

4. 

3 

Harvard 

Tub.  Wells,  Tap  in  District 

0 

3 

6.5 

18 

35 

.01 

.00 

.01 

2.4 

11. 

6. 

3 

New  Drilled  Well 

0 

3 

6.9 

54 

106 

.01 

.00 

.01 

1.8 

64. 

24. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

E 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Harvioh 

G.  P.  Wells,  Tap  in  old  P.  S. 

0 

2 

6.5 

11 

18 

.11 

.03 

.01 

0.2 

17. 

10. 

2 

G.  P.  Well  #1 

0 

3 

6.5 

13 

18 

.01 

.19 

.01 

0.2 

16. 

10. 

2 

G.  P.  Well  #2 

0 

1 

6.3 

9 

14 

.01 

.00 

.00 

0.6 

16. 

9. 

2 

G.  P.  Well  #3 

0 

0 

6.2 

8 

15 

.00 

.00 

.00 

0.1 

16. 

10. 

2 

Tap  on  System 

0 

2 

6.5 

K 

24 

.03 

.08 

.00 

0.2 

15. 

10. 

2 

Hingham 

G.  P.  Well  #2  Free  St.  RAW 

0 

15 

6.8 

64 

124 

.09 

2.0 

.01 

0.3 

24. 

16. 

1 

G.  P.  Well  #2  Free  St.  FINISHED 

0 

15 

6.8 

53 

126 

.05 

.00 

.00 

0.2 

27. 

17. 

1 

G.  P.  Well  #3  Free  St. 

0 

6 

6.7 

52 

88 

.01 

.18 

.00 

0.9 

22. 

14. 

1 

G.  P.  Well  off  Scotland  St. 

0 

0 

6.7 

32 

68 

.01 

.01 

.00 

1.3 

17. 

13. 

2 

Tap  in  Town  Hall 

1 

0 

7.0 

39 

62 

.10 

.06 

.02 

0.7 

28. 

13. 

2 

Holden 

u.  r.  W6XJ.f  opring  <j\>» 

0 

6 

6.3 

11 

40 

.00 

.00 

.00 

0.6 

22. 

22. 

2 

G.  P.  Wells,  Tap  in  Town 

0 

1 

6.5 

12 

20 

.00 

.00 

.01 

0.6 

18. 

21. 

2 

Mill  St.  Tubular  Well  Field 

0 

0 

6.4 

11 

21 

.00 

.00 

.00 

0.3 

16. 

4. 

2 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1971 


City  or  Town 

Source 

Turbidity 

Color 

s 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

<A 

C 
O 

§ 

s 

< 

Nitrate  N 

Chlorides 

Sodium 

Holliston 

G.  P.  Well  #1,  Tap  in  P.  S. 

0 

5 

6.8 

33 

46 

.03 

0.4 

.03 

0.5 

17. 

9. 

3 

G.  P.  Well  #2 

0 

0 

6.3 

17 

56 

.02 

.00 

.00 

1.9 

56. 

34. 

3 

G.  P.  Well  #3 

2 

3 

6.5 

30 

47 

.26 

.09 

m 

0.1 

19. 

10. 

3 

G.  P.  Well  #4,  Tap  in  P.  S. 

0 

7 

6.4 

22 

37 

.07 

.11 

.01 

0.1 

13. 

9. 

3 

Holyoka 

Driven  Wella  at  Wolohan  Site  off  Rte202 

0 

3 

6.9 

28 

34 

.02 

.00 

.00 

0.0 

3.5 

4. 

3 

Hopedale 

Tub.  Wells,  Tap  in  P.  S. 

o 

7.3 

89 

39 

0.4 

.03 

00 

1.4 

14. 

47. 

3 

G.  P.  Well  near  Mill  River 

0 

23 

6.9 

71 

25 

1.0 

.53 

07 

0.1 

25. 

44. 

3 

Hopkinton 

G.  P.  Well  #2  Fruit  St.  Sta. 

0 

6 

6.8 

21 

37 

.14 

.01 

no 

1.1 

24. 

14. 

3 

Hudson 

Crystal  Spring,  Tap  in  P.  S. 

0 

0 

6.3 

12 

30 

.01 

.01 

.00 

0.4 

19. 

8. 

2 

Kane  Well 

0 

1 

6.4 

15 

36 

.08 

.02 

•  uvj 

2.2 

19. 

12. 

3 

1 

Ipswich 

G.  P.  Well  Tap  in  Mile  Lane  P.  S. 

0 

0 

6.9 

67 

90 

.03 

.02 

.00 

1.0 

18. 

10. 

1 

Brown  G.  P.  Well 

1 

16 

7.3 

96 

119 

.12 

.09 

.11 

0.2 

32. 

15. 

3 

Winthrop  G.  P.  Well,  Tap  in  P.  S. 

5 

48 

7.1 

47 

69 

1.2 

1.3 

.08 

0.3 

30. 

15. 

2 

Winthrop  Gravel  Developed  Well 

5 

53 

6.8 

46 

69 

1.7 

1.5 

.15 

0.5 

28. 

15. 

2 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont 'd . 

Ipswich 

Tap  in  Town 

1 

12 

7.2 

89 

149 

.08 

.02 

.01 

0.2 

27. 

15. 

3 

Kingston 

G.  P.  Well  #1,  Souls  Pond 

0 

2 

6.5 

16 

21 

.06 

.25 

.00 

0.1 

13. 

8. 

3 

G.  P.  Well  #2,  South  St. 

0 

3 

6.5 

15 

20 

.01 

.11 

.01 

0.1 

11. 

8. 

3 

G.  P.  Well  #3  Winthrop  St. 

0 

10 

6.4 

14 

37 

.02 

.11 

.01 

0.3 

30. 

16. 

3 

Tap  on  System 

1 

6 

6.4 

15 

19 

.08 

.07 

.00 

0.1 

u. 

9. 

2 

Lakeville 

Buena  Vista  Shores,  Tap  in  P.  S. 

1 

0 

6.3 

30 

53 

.03 

.04 

.15 

5.6 

24. 

16. 

2 

G.  P.  Well  -  Baw 

1 

8 

6.2 

10 

46 

.46 

.06 

.00 

1.3 

11. 

7. 

2 

G.  P.  Well  -  Treated 

0 

10 

6.6 

59 

41 

1.0 

.03 

.00 

1.3 

8.5 

28. 

3 

Lancaster 

Tap  in  Town 

0 

0 

6.8 

26 

35 

.01 

.00 

.00 

0.7 

6.0 

5. 

3 

G.       "ell,  lap  in  r.  o. 

0 

0 

6.8 

24 

33 

.00 

.00 

.00 

0.7 

5.5 

5. 

3 

Lane sbo rough 

G.  P.  Wells,  Tap  in  P.  S. 

0 

2 

7.3 

177 

197 

.00 

.00 

.00 

0.8 

19. 

10. 

3 

Leicester 
(Hillcrest  W.D. ) 

Deep  Well,  Tap  in  P.  S. 

0 

A 

6.9 

86 

113 

.03 

.03 

.01 

0.0 

27. 

13. 

3 

Leicester  (Water 

Supply  Diat.)  G.  P.  Well  #1,  Tap  in  P.  S. 

0 

5 

6.9 

39 

66 

.02 

.20 

.00 

3.1 

13. 

7. 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 
o, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Leicester 

(Water  Sup.Dist.) 

G.  P.  Well  #2,  Tap  in  P.  S. 

0 

3 

7.2 

60 

76 

.01 

.00 

.00 

1.0 

15. 

10. 

-2 

Leicester 

G.  P.  Well  #3,  Paxton  P.  S. 

0 

0 

7.4 

60 

82 

.01 

.00 

.00 

0.1 

12. 

9. 

1 

G.  P.  Well  #4 

0 

10 

7.7 

69 

66 

.01 

.00 

.01 

0.0 

4.5 

16. 

1 

Jim  Dandy  Dug  Well 

0 

10 

7.0 

10 

52 

.03 

.00 

.01 

1.8 

14. 

6. 

1 

Leominster 

So.  East  Well  Field,  Tap  in  P.  S. 

0 

0 

6.9 

15 

24 

.01 

.00 

.01 

0.5 

3.5 

4. 

2 

Lincoln 

Tower  Hd.  G.  P.  Well 

4 

10 

6.3 

24 

74 

.54 

.02 

.06 

0.4 

37. 

11. 

1 

Littleton 

New  G.  P.  Well 

0 

0 

6.9 

24 

70 

.00 

.00 

.00 

1.0 

34. 

1 

Tub.  Well,  Tap  in  P.  S. 

1 

9 

6.7 

23 

72 

.35 

.06 

.04 

0.9 

59. 

1 

Lowell 

Deep  Tub.  Well  in  General  Hospital 

0 

3 

7.0 

65 

112 

.01 

.00 

.00 

2C31 

261 

H>. 

3 

Black  Brook  G.  P.  Wells 

0 

20 

6.4 

24 

60 

.56 

.38 

.01 

1.2 

11. 

1 

Lower  Black  Brook  G.  P.  Welle 

0 

20 

7.0 

22 

20 

.09 

.04 

.53 

0.5 

22. 

26. 

1 

Lunenberg 

Tap  in  Town  Hall 

0 

6 

6.8 

25 

5.9 

.04 

.01 

.01 

0.3 

32. 

14. 

3 

G.  P.  Well  off  Lancaster  Ave. 

0 

5 

6.5 

18 

43 

.07 

.00 

.01 

0.2 

43. 

13. 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

:anganese 

pies 

urbidity 

olor 

Ikalinity 

ardness 

a 
o 

mmonia 

Ltrate  N 

tilorides 

xlium 

o.  of  Sam 

H 

o 

< 

K 

u 
t—* 

< 

Z 

o 

CO 

v. 

Cont'd. 

Lunenbert 

G. 

P. 

Well  #1 

0 

0 

6.4 

lb 

5  f 

01 

AT) 

m 

0  7 

U.  ( 

17 

J 

G. 

P. 

Well  #2 

0 

0 

6.6 

17 

34 

01 

•  Ul 

U«  X 

-LA. 

7 

O 
IB 

Lynnfield 

Tap  in  P.  S.  Phillips  Road 

0 

18 

7.0 

71 

lul 

.Ul 

.  UJ_ 

0 

1  7 

J 

G. 

P. 

Well  #1,  Tap  in  P.  S. 

0 

8 

6.8 

51 

92 

•  Ul 

.UU 

.vJ<c 

^.  f 

xi* 

1  7 

J 

Manchester 

New  G 

.  P.  Well  #1  near  Main  P.  S. 

0 

6 

6.5 

30 

60 

.05 

•  vl 

1.  <c 

"37 

1  Q 
l7» 

Mansfield 

G. 

P. 

Well  #1,  Main  P.  S. 

0 

2 

6.4 

10 

20 

,uu 

.00 

.00 

0.3 

11. 

6. 

3 

G. 

P. 

Well  #2,  W.  Mansfield 

0 

5 

6.3 

16 

39 

•  U7 

.41 

.03 

0.5 

24. 

10. 

3 

G. 

P. 

Well  #3,  W.  Mansfield 

0 

3 

6.5 

16 

33 

•  uu 

.00 

.00 

1.0 

14. 

8. 

3 

Tap  in  Town  Hall 

0 

2 

6.3 

19 

53 

.01 

.09 

.00 

0.7 

19. 

9. 

3 

Marion 

G. 

P. 

Well  #1  Rochester  P.  S. 

1 

10 

6.3 

16 

20 

.17 

.01 

.00 

0.7 

17. 

13. 

2 

G. 

P. 

Well  #2  Rochester  P.  S. 

1 

15 

6  3 

17 

20 

.57 

.03 

.01 

0.3 

6.8 

8. 

2 

Tub. 

Wells,  Mary's  Pond  Rd. 

0 

3 

6.3 

22 

38 

.07 

.00 

.00 

0.3 

9.3 

9. 

2 

Tub. 

Wells  P.  S.  Road 

0 

0 

6.3 

21 

50 

.02 

.00 

.00 

0.2 

6.8 

7. 

2 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  1971 


City  or  Town 

Source 

Turbidity 

Color 

X 
o. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Marshfiald 

G.  P.  Wall  #1  at  Furnace  Brook 

0 

0 

6.3 

24 

50 

.04 

.00 

.00 

1.1 

52. 

19. 

1 

G.  P.  Well  #2  at  Furnace  Brook 

0 

6 

6.4 

14 

29 

.03 

.01 

.00 

0.6 

26. 

19. 

2 

G.  P.  Well  #3  at  Main  &  Furnace  St. 

0 

6 

6.3 

17 

33 

.08 

.00 

.00 

0.4 

43. 

18. 

2 

G.  Pi  Well  #4,  Wheeler  Pit 

0 

0 

6.4 

17 

22 

.04 

.00 

.00 

0.9 

18. 

10. 

2 

Tap  in  Town  Hall 

2 

3 

6.4 

26 

59 

.04 

.01 

.00 

0.6 

35. 

16. 

2 

Tubular  Wells 

o 

12 

-L/C 

6.6 

15 

22 

.08 

.00 

.01 

0.4 

24. 

10. 

1 

Mashpee 

G.  P.  Well  #1,  High  Wood  Water  Co. 

0 

6 

6.7 

8 

16 

.04 

.01 

.00 

0.2 

16. 

10. 

3 

G.  P.  Well  #2,  High  Wood  Water  Co. 

0 

3 

6.6 

9 

15 

.00 

.00 

.00 

0,4 

15. 

9. 

3 

Tap  on  System 

0 

3 

6.8 

15 

33 

.02 

.00 

.00 

0.3 

14. 

10, 

3 

Mat tapoi sett 

G.  P.  Well  #3 

0 

3 

6.6 

10 

21 

.01 

.03 

.01 

0.3 

10. 

6. 

3 

Tubular  Well  #2 

0 

1 

6.5 

17 

31 

.03 

.00 

.01 

0.1 

11. 

8. 

3 

Tap  at  Town  Hall 

0 

3 

6.4 

19 

64 

.03 

.01 

.01 

0.3 

7.5 

6. 

3 

Maynard 

Old  Quirk  G.  P.  Well 

0 

0 

6.5 

21 

40 

.01 

.00 

.00 

0.4 

14. 

10, 

1 

New  Quirk  G.  P.  Well  #1 

0 

0 

6.4 

20 

40 

.OC 

.00 

.00 

0.5 

8.3 

13. 

1 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  1971 


0 


City  or  Town 

Source 

Turbidity 

Color 

s 

a* 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Medfield 

G.  P.  Well  #2  Charles  River 

i 

A 

<j 

6.8 

A7 
*f » 

76 

.08 

.00 

0.3 

3.9 

43. 

20. 

2 

G.  P.  Well  #3  ELn  St. 

r\ 
u 

i 

7.2 

4P 

on 

01 

0  8 

13 

13- 

3 

Tap  in  Town  Hall 

u 

3 

7.3 

"iQ 

X7 

oi 

OO 

00 

0  8 

15 

•*-*f. 

3 

Medfield  State  Ho 3. 

Tubular  Wells,  Tap  in  P.  S. 

u 

7.3 

JO 

02 

01 

0  6 

IS 

22. 

3 

Tap  on  System 

1 

7.3 

po 

44 

•  AO 

01 

00 

0  5 

1/ 

20- 

3 

Med way 

G.  P.    Well,  Tap  in  P.  S. 

0 

5 

7.0 

28 

49 

.01 

.00 

.00 

1.2 

22. 

11. 

3 

G.  P.  Well  Tap  in  Oakland  St.  P.  S. 

1 

13 

6.5 

17 

32 

.24 

.05 

.03 

2.2 

16. 

9. 

3 

Merrimac 

Tubular  Wells,  Tap  in  P.  S. 

7 

42 

6.3 

22 

49 

1.6 

.48 

.06 

0.4 

25. 

13. 

3 

Middleboro 

Dug  Well,  Raw  water 

2 

19 

6.3 

22 

50 

.54 

.17 

.01 

1.7 

54. 

27. 

3 

Outlet  of  Coke  Filter 

1 

8 

6.6 

20 

45 

.18 

.03 

.01 

1.6 

54. 

28. 

3 

> 

Final  Eff 1    of  Sand  Filters 

0 

4 

6.7 

22 

45 

.06 

.00 

.01 

1.6 

51. 

29. 

3 

Rock  Village  Sta.  G.  P.  Well  #1 

0 

7 

6.4 

11 

27 

.00 

.00 

.00 

1.1 

43. 

25. 

3 

Rock  Village  Sta.  G.  P.  Well  #2 

0 

3 

6.3 

10 

27 

.01 

.00 

.00 

1.4 

43. 

24. 

3 

G.  P.  Well,  East  Main  St.  P.  S. 

0 

3 

6.1 

12 

31 

.12 

.01 

.00 

1.5 

22. 

13. 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

P« 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont!d. 

Middleboro 

G.  P.  Well-Tespaquin 

0 

0 

6.1 

12 

27 

.06 

.01 

.00 

1.0 

24. 

13. 

3 

Tap  at  Town  Hall 

0 

1 

6.1 

31 

.08 

.01 

.00 

1.2 

37. 

22. 

3 

Milford 

Wells  &  Outlet  of  Filters 

0 

23 

6.8 

18 

17 

.35 

.05 

.13 

0.1 

U. 

16. 

3 

Dilla  St.  Well 

7 

27 

6.3 

32 

a 

2.9 

.70 

.07 

0.2 

22. 

18. 

3 

Millbury 

Dug  Wells,  Tap  in  P.  S. 

0 

2 

6.1 

13 

58 

.12 

.32 

.01 

1.9 

90. 

38. 

3 

Dority  Pond,  G.  P.  Well 

0 

6.1 

16 

93 

.03 

.31 

.01 

1.9 

162. 

68. 

3 

G.  P.  Well,  Oak  Pond 

0 

2 

6.0 

16 

93 

.02 

.29 

.00 

1.9 

160. 

64. 

3 

Jacques  Curve  Well  #2 

0 

2 

6.2 

27, 

77 

.07 

.26 

1.5 

1.8 

93. 

42. 

3 

Millis 

G.  P.  Well  #1,  Tap  in  P.  S. 

0 

18 

6.7 

42 

71 

.01 

.00 

.00 

2.3 

31. 

13. 

2 

G.  P.  Well  #2,  Tap  in  P.  S. 

0 

28 

6.6 

36 

75 

.01 

.11 

.00 

1.6 

43. 

17. 

3 

Monson 

G.  P.  Well  off  Palmer  Road 

0 

0 

6.5 

21 

39 

.02 

.03 

.01 

1.2 

23. 

9. 

3 

Bunyon  Road,  G.  P.  Well 

0 

0 

6.5 

16 

29 

.01 

.00 

.00 

0.7 

9.5 

5. 

3 

Kfcnson  State  Hos. 

Tub.  Wells  before  treatment 

1 

4 

6.4 

22 

33 

.10 

.00 

.01 

0.8 

11. 

7. 

3 

G.  P.  Well,  Tap 

1 

3 

6.4 

18 

30 

.09 

.11 

.00 

0.£ 

10. 

7. 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

S 

a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Montague 

Springs  -  Tap 

0 

0 

6.5 

24 

37 

.01 

.00 

.00 

0.5 

10. 

4. 

2 

Montague 

Turner  Falls  F.D. 

G.  P.  Well  off  Central  St. 

0 

3 

7.1 

55 

68 

.10 

.08 

.00 

0.0 

6.2 

3. 

3 

Monterey 

Artesian  Well 

0 

18 

7.1 

71 

85 

.OA 

.02 

.00 

0.1 

14. 

5. 

2 

Reservoir 

o 

5 

7.1 

90 

99 

.u 

.01 

.00 

0.1 

20. 

8. 

2 

Slasconset  W.  Dept. 
Nantucket 

Dug  Wells,  Tap  in  P.  S. 

n 

V 

o 

6.8 

22 

31 

.05 

.00 

.00 

1.0 

21. 

13. 

3 

G.  P.  Well,  Tap  in  P.  S. 

1 

3 

6.8 

27 

37 

.13 

.00 

.00 

1.2 

20. 

13. 

3 

Tap  on  System 

0 

0 

6.8 

25 

35 

.01 

.00 

.00 

1.3 

21. 

13. 

3 

Wannacommet  W.  Dept. 

Nantucket                  Tap  on  System 

0 

5 

6.6 

13 

23 

.07 

.00 

.01 

0.3 

21. 

14. 

3 

Nantucket 

Tub.  Wells,  Treated  Wyers  Valley 

0 

1 

6.7 

16 

25 

.01 

.00 

.01 

0.3 

22. 

13. 

3 

Natick 

G.  P.  Well  Morses  Pond,  Rogers  Res. 

0 

2 

6.4 

24 

129 

.05 

.09 

.13 

1.5 

150. 

64. 

3 

G.  P.  Well  #Lf  Pine  Oaks  before  Trtm. 

0 

2 

6.5 

49 

103 

.01 

.18 

.00 

1.0 

53. 

15. 

2 

G.  P.  Well  #2,  Pine  Oaks  before  Trtm. 

0 

5 

6.7 

63 

118 

.05 

0.8 

.05 

0.3 

60. 

20. 

2 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

X 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont'd. 

Natick 

G.  P.  Well  #3,  Pine  Oaks  before  Trtm. 

o 
\j 

7 

f 

6.7 

53 

10Q 

02 

20 

-15 

0.4 

52. 

19. 

2 

G.  P.  Wells  1,2  &3  after  treatment 

u 

4 

6.7 

Ao 

oj 

m 

.  <--> 

«  \J\J 

0  7 

63 

18 

Dug  Well,  Springvale 

n 
\j 

7.0 

.?? 

8Q 

01 

-31 

-13 

0-^ 

57. 

24. 

3 

G.  P.  Well  #3  Springvale  after  trtm. 

0 

3 

7.1 

55 

89 

.00 

.02 

.00 

0.6 

60. 

26. 

3 

G.  P.  Well  #4  Springvale  after  trtm. 

0 

0 

7.0 

54 

86 

.01 

.34 

.05 

0.3 

52. 

26. 

2 

G.  P.  Well  #5  Springvale  after  trtm. 

0 

7 

7.1 

57 

92 

.00 

.25 

.01 

0.8 

58. 

31. 

3. 

Tap  in  Town  Hall 

0 

8 

7.0 

50 

95 

.01 

.01 

.02 

0.6 

59. 

26. 

3 

Needham' 

Dug  Wells  P.  S.  #1  Dedham  Ave. 

0 

0 

6.3 

16 

74 

.01 

.00 

.02 

4.7 

51. 

22. 

■a 

G    P    Well  #2  Charles  R.  St.  P.  S. 

0 

2 

6.8 

53 

79 

.01 

.01 

.01 

0.5 

31. 

21. 

3 

G.  P.  Well  #3  Charles  R.  St.  P.  S. 

0 

2 

6.8 

46 

67 

.00 

.01 

.01 

0.9 

39. 

16. 

3 

Tap  at  Town  Hall 

1 

11 

6.8 

45 

70 

.41 

.00 

.02 

0.9 

37. 

17. 

3 

New  Braintree 

Drilled  Wells,  Pioneer  Valley 

0 

4 

7.2 

57 

53 

.08 

.00 

.00 

0.0 

5.8 

18. 

3 

ten 

• 

16. 

Newbury 

Tap  in  Rear  End  of  Distribution  Sysr 

0 

1 

6.8 

56 

83 

.01 

.00 

.02 

0.3 

8. 

■3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of    Ground  Water  Sources  for  Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

a. 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Newburyport 

Old  G.  P.  Well  #1  Ferry  Rd.  P.  S. 

2 

12 

6.6 

32 

35 

.01 

.00 

.00 

0.8 

12. 

7. 

3 

New  G.  P.  Well  #2  Ferry  Rd. 

0 

7 

C  Q 
O.  O 

39 

105 

.01 

.00 

.00 

1.2 

49. 

13. 

3 

New  Marlborough 

Springs  Tap  on  System  Mill  River 

1 

7 

7.3 

14.6 

153 

.05 

.00 

.00 

0.1 

6.2 

5. 

3 

Norfolk  (Bondville 
Hospital ) 

Tubular  Wells,  Tap  in  P.  S. 

1 

7 

6.6 

20 

75 

.10 

.00 

.00 

0.8 

63. 

22. 

3 

Norfolk  (MCI  & 

Wrentham  State  School  Tap  on  System 

0 

5 

6.8 

44 

o2 

•  Ul 

•  UU 

nn 
.  uu 

1  Q 

£im 

14* 

o 
c 

Norfolk  (MCI) 

Tubular  Wells 

0 

2 

6.6 

15 

29 

.02 

.00 

.01 

0.5 

12. 

6. 

3 

Dug  Well 

0 

4 

6.7 

26 

39 

.02 

.00 

.00 

0.4 

7.3 

5. 

3 

New  G.  P.  Well  -  Raw 

5 

23 

6.6 

26 

59 

1.0 

.09 

.08 

0.2 

12. 

7. 

3 

New  G.  P.  Well  -  Treated 

0 

7 

8.3 

79 

107 

.03 

.01 

.05 

0.2 

13. 

7. 

3 

Tap  on  System 

0 

2 

6.8 

38 

59 

.02 

.01 

.00 

o.i 

13. 

7. 

3 

North  Adams 

New  G.  P.  Well 

0 

12 

7.9 

96 

121 

.12 

.00 

.00 

0.2 

5.0 

3 

3 

Northampton 

G.  P.  Well  #1 

0 

1 

6.8 

25 

39 

.01 

.00 

.00 

1.4 

7.8 

5. 

3 

G.  P.  Well  #2 

0 

5 

6.8 

23 

28 

.00 

.00 

.00 

1.2 

3.5 

3. 

1 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

\ 

Turbidity 

Color 

X 

a, 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

North  Attlebo rough 

Dug  Well,  Tap  in  P.  S. 

0 

8 

6.9 

47 

43 

.16 

.04 

.00 

0.9 

28. 

29. 

3 

Caisson  Well  #1 

0 

4 

6.2 

12 

42 

.06 

.00 

.01 

1.3 

50. 

26. 

3 

Caisson  Well  #2 

0 

0 

6.3 

11 

45 

.01 

.07 

.02 

1.6 

32. 

18. 

3 

Caisson  Well  #3 

0 

0 

6.3 

19 

55 

.00 

.04 

.00 

1.6 

19. 

18. 

t 

G.  P.  Well  #5  Kelly  Blvd. 

0 

0 

A  ft 

63 

54 

.00 

.00 

.00 

0.1 

30. 

23. 

3 

Tap  in  Town  Hall 

0 

4 

o.V 

44 

46 

.08 

.04 

.00 

0.8 

277 

28. 

3 

No.  Attleborough 
Brady  Water  Co. 

G.  P.  Well 

0 

7 

6.4 

18 

42 

.04 

.00 

.01 

3.5 

10. 

6. 

3 

Tap  on  System 

0 

7 

6.7 

28 

67 

.01 

.00 

.00 

3.4 

9.3 

6. 

3 

No rthbo rough 

Brigham  St.  G.  P.  Well 

0 

1 

6.6 

28 

50 

.10 

.09 

.01 

2.9 

13. 

6. 

3 

I 

Lyman  St.  G.  P.  Well 

0 

12 

6.6 

29 

44 

.31 

.11 

.02 

0.2 

14. 

8. 

3 

G.  P.  Well  Crawford  St. 

0 

5 

6.7 

19 

43 

.05 

.00 

.01 

0.2 

18. 

6 

2 

Northbridge 

Tub.  Wells  at  Meadow  Pond  P.  S. 

1 

13 

6.3 

21 

29 

0.7 

.21 

.05 

0.3 

18. 

o 

3 

Tub.  Wells  at  Cook  Allen  Res. 

0 

3 

6.3 

10 

12 

.04 

.00 

.00 

0.1 

5.3 

5. 

•j 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

33 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

oont  a* 
Northbridge 

New  G.  P.  Well,  Tap  in  P.  S. 

i 

X 

1 6 

6.6 

93 

0.6 

.39 

.27 

0.3 

11. 

7. 

3 

North  Reading 

G.  P.  &  Tub.  Wells,  Skug  River 

u 

14 

6.5 

15 

•  AO 

CY7 

•  vl 

0  8 

J  7  . 

3 

G.  P.  Well  #1  Martin's  Pond 

0 

33 

6.6 

32 

op 

,?.4 

•  4.7 

•  J4 

n  7 

4*i» 

■1-7. 

j 

G.  P.  Well  #2,  Martini  Pond 

16 

10J 

6.5 

26 

50 

3.2 

•4U 

n  i 
u.x 

T  P. 

j 

G.  P.  Well  at  Furbush  Pond 

0 

16 

6.4 

26 

71 

.16 

.37 

.16 

0.1 

33. 

11. 

3 

Ho.  Reading 
(Rehabilitation 

Ctr. )  Tubular  Well,  Tap  in  P.  S. 

1 

7 

6.7 

22 

51 

.10 

.01 

.01 

2.6 

26. 

13. 

3 

Norton  (Wheat on 
Colleee ) 

Driven  well,  Tap  in  P.  S. 

0 

2 

6.6 

56 

113 

.09 

.04 

.00 

4.C 

44. 

22, 

3 

Norton 

G.  P.  Well  #1  Tap  in  Pine  St.  P.  S. 

0 

3 

6.4 

17 

27 

.05 

.23 

.01 

0.2 

10. 

6. 

3 

G.  P.  Well  #2,  Tap  in  Pine  St.  P.  S. 

0 

3 

6.4 

14 

23 

.06 

.03 

;oi 

0.1 

10. 

6. 

3 

G.  P.  Well  #3,  Newland  St. 

0 

2 

6.2 

12 

18 

.04 

.00 

.00 

0./, 

11. 

6. 

3 

G.  P.  Well  #4,  Plain  St. 

0 

5 

6.4 

15 

21 

.03 

.07 

.01 

0.4 

9.3 

7. 

3 

Tap  in  Post  Office 

0 

3 

6.4 

17 

31 

.01 

.00 

.01 

o.: 

8.7 

6. 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for 


Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

X 
Q* 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Norvell 

Gravel  developed  well  #1,  South  St. 

u 

6.3 

1  o 

±iC 

no 

07 

0  ? 

260 

110 

11  ^ 

3 

Gravel  developed  well  #2,  Grove  St. 

w 

T 
X 

6.5 

21 

.00 

.00 

.00 

0.5 

18. 

8. 

3 

Gravel  developed  well  #3,  Grove  St. 

U 

U 

6.5 

11 

«U1 

•  U-L 

DO 

1  0 

12- 

Rc 

Gravel  developed  well  #U,  Ridge  Hill 

0 

0 

6.1 

13 

o2 

•  Ul 

no 

^.1 

ox. 

3 

Gravel  developed  well  #5,  Grove  St. 

0 

0 

6.2 

13 

36 

.01 

.01 

.00 

1.6 

29. 

12. 

3 

Tap  on  System 

0 

4 

6.3 

22 

A2 

.12 

.01 

.00 

1.3 

25. 

13. 

3 

Oak  Bluffs 

Spring  direct  from  pump 

0 

4 

6.7 

10 

9 

.22 

.00 

.00 

0.2 

11. 

8. 

3 

3  G.  P.  Wells  -  Direct 

2 

8 

6.6 

10 

11 

0.7 

.00 

.00 

0.1 

11. 

9. 

3 

Tap  in  Water  Dept.  Office 

0 

6 

6.6 

10 

13 

0.6 

00 

.01 

0.1 

12. 

8. 

3 

Orange 

Crystal  Spring 

0 

11 

6.  A 

12 

16 

.07 

.00 

.01 

0.1 

13. 

4. 

2 

G.  P.  Well  at  Magee's  Meadow 

0 

2 

6.3 

11 

34 

.03 

.00 

.00 

0.5 

22. 

10. 

:  2 

Tap  -  16  We.  Myrtle  St. 

0 

0 

6.3 

13 

32 

.02 

.00 

.00 

0.5 

25. 

9. 

2 

Orleans 

G.  P.  Well  #1,  Tap  in  P.  S. 

0 

1 

6.5 

10 

13 

.05 

.01 

.00 

0.0 

13. 

12. 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  VI 


City  or  Town 

Source 

Milligrams  per  Liter 

pies 

urbidity 

olor 

K 

Ikalinity 

ardness 

a 
o 

[anganese 

mmonia 

itrate  N 

hlorides 

odium 

o.  of  Sam 

H 

o 

04 

< 

S 

u 

< 

z 

o 

2 

ContM. 

Orleans 

G.  P.  Well  #2,  Tap 

In  P.  S. 

0 

1 

6.4 

12 

16 

.01 

.00 

.00 

0.0 

20. 

12. 

3 

G.  P.  Well  #3,  Tap 

in  P.  S. 

0 

1 

6.  4 

8 

18 

.06 

.00 

.00 

0.0 

19. 

12. 

3 

Tap  in  Town  Hall 

0 

1 

6.3 

12 

17 

.00 

.01 

.00 

0.1 

21. 

12. 

3 

Oxford 

G.  P.  Well  #1 

0 

3 

6.5 

24 

48 

.01 

.00 

.00 

1.5 

26. 

11. 

3 

New  G.  P.  Well  #2 

0 

1 

o.5 

23 

46 

.01 

.00 

.00 

1.5 

21. 

11. 

3 

Partridge  Rd.  G.  P. 

Well 

0 

1 

6.5 

24 

22 

.08 

.00 

.00 

0.6 

4.7 

4. 

3 

Palmer (Three 
Rivers) 

Tap  in  P.  S.  Tubular  Wells 

0 

1 

6.5 

26 

39 

.03 

.00 

.00 

1.3 

13. 

9. 

3 

G.  P.  Well  off  Oak 

St. 

0 

2 

6.8 

22 

36 

.02 

.28 

.12 

1.3 

13. 

6. 

3 

Palmer 

Tub.  Wells,  Tap  in 

P.  s. 

0 

0 

6.7 

24 

40 

.01 

.00 

.00 

1.2 

13. 

7. 

3 

Palmer  ( Bonds ville 

)  Tubular  Wells  from 

tap 

0 

2 

6.5 

17 

46 

.00 

.00 

.00 

0.8 

9.0 

4. 

1 

Pea  body 

Tap  in  Pine  St.  P. 

s. 

0 

15 

6.6 

54 

84 

.04 

.16 

.02 

0.8 

39. 

20, 

3 

Tap  in  Johnson  St. 

P.  s. 

0 

17 

6.8 

64 

96 

.42 

.35 

.07 

0.5 

37. 

17, 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

X 

o. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Pembroke 

G.  P.  Well  #1  Hobomock 

2 

8 

6.5 

19 

24 

.53 

.06 

.01 

0.9 

17. 

10. 

3 

G.  P.  Well  #2  Centre  St. 

0 

6 

6.4 

u 

22 

.13 

.06 

.00 

0.8 

16. 

11. 

3 

Tap  in  Town  Hall 

1 

6 

6.4 

16 

32 

0.5 

.05 

.00 

0.9 

16. 

10. 

3 

Pepperell 

Tubular  Wells,  Tap  in  P.  S. 

0 

9 

6.6 

13 

18 

.05 

.00 

.01 

0.3 

6.0 

4. 

3 

Plainville 

G.  P.  Well  off  Rte  106 

0 

5 

6.1 

9 

40 

.06 

.17 

.00 

1.0 

65. 

28. 

2 

G.  P.  Well  #2  off  George  St. 

O 

6.2 

7 

f 

31 

.12 

.26 

.02 

0.4 

38. 

19. 

2 

Tap  in  Town  Office 

0 

8 

6.7 

36 

33 

.11 

.03 

.00 

0.6 

U2. 

34. 

2 

Plymouth 

G.  P.  Well b -MCI  Forestry 

0 

4 

6.6 

7 

12 

.13 

.01 

.00 

0.2 

7.5 

7. 

2 

Plymouth  W.D. 

G,  P.  Well,  Wanno's  Pond 

0 

2 

6.5 

9 

11 

.15 

.01 

.00 

0.3 

13. 

10. 

3 

G.  P.  Well,  Lout  Pond 

1 

5 

6.5 

9 

13 

.23 

.01 

.01 

0.0 

9.0 

7. 

3 

G.  P.  Well,  Ship  Pond 

0 

1 

6.5 

8 

14 

.02 

.00 

.01 

0.5 

11. 

8. 

3 

Plymouth  (Aqua 

Corp. )  Drilled  Well,  Lookout  River 

0 

1 

6.6 

10 

15 

.04 

.00 

.00 

0.2 

8.7 

7. 

3 

Drilled  Well,  Nameloc  Hts. 

0 

3 

6.6 

9 

13 

.09 

.00 

.01 

0.1 

12. 

7. 

3 

Drilled  Well,  Surfside 

0 

3 

6. 4 

10 

17 

.06 

.00 

.01 

O.C 

12. 

8. 

3 

-39- 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

Plymouth  (Aqua  Corp. )  Drilled  Well,  Bayberry 

0 

3 

6.4 

6 

11 

.01 

.01 

.00 

0.0 

11. 

8. 

3 

Manomet  Beach,  Colony  Beach 

0 

5 

6.3 

11 

13 

.08 

.01 

.01 

0.1 

12. 

8. 

3 

Provincetown 

5  G.  P.  Wells,  No.  Truro 

0 

3 

6.5 

H 

39 

.43 

.15 

.00 

0.4 

98. 

43. 

3 

3  G.  P.  Wells,  So.  Hollow  Station 

0 

4 

6.7 

10 

22 

.10 

.00 

.00 

0.3 

40. 

18. 

2 

Tap,  Mams  Pharmacy 

0 

3 

6.6 

19 

31 

.05 

.00 

.00 

0.3 

41. 

19. 

3 

South  St.  G.  P.  Well 

0 

2 

6.7 

43 

72 

.00 

.19 

.04 

2.4 

29. 

17. 

3 

Provincetown 

Tubular  Wells,  Donna  Road 

0 

5 

6.6 

28 

72 

.02 

.04 

.03 

2.1 

31. 

17. 

3 

Tap  in  Town  Hall 

0 

8 

7.0 

25 

42 

.DO 

rn 

• 

54 

38. 

3 

Devine  School,  No.  Randolph 

1 

14 

7.2 

26 

41 

0.5 

.05 

.04 

0.3 

52. 

26. 

3 

Raynham  Center 

Caisson  Well,  Johnson's  Pond 

2 

22 

6.2 

10 

19 

0.7 

.34 

.02 

0.3 

8.9 

7. 

3 

Caisson  Well  #2  off  ELm  St. 

0 

3 

6.2 

13 

35 

.12 

.03 

.00 

0.5 

17. 

10. 

3 

Tap  in  Town  Hall 

0 

2 

6.2 

17 

54 

.03 

.04 

.01 

0.5 

16. 

10. 

3 

Raynham  Fire  Dist. 

Tubular  Wells 

0 

0 

6.0 

17 

23 

.01 

.00 

.00 

0.6 

8.8 

6. 

3 

Caisson  Well 

0 

0 

5.9 

11 

49 

.03 

0.9 

.01 

4.C 

34. 

22, 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground     Water  Sources  for  Year  1971 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

04 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

oonx>  □  • 

Raynham  Fire  Dist. 

Tap  at  331  King  Ehillip  St. 

0 

3 

5.9 

13 

55 

.01 

0.8 

.02 

4.1 

32. 

21. 

3 

Reading 

P.  S.  #1  at  100  Acre  -  Raw  water 

X  w 

107 

6.4 

32 

71 

12. 

0.6 

.34 

0.1 

58. 

31. 

3 

Effluent  of  Aeration 

24 

273 

6.5 

37 

70 

12. 

.57 

.38 

0.1 

58. 

32. 

3 

Effluent  of  Sedimentation 

0 

£0 

8.1 

74 

53 

.74 

.03 

.38 

0.2 

121. 

99. 

3 

Effluent  of  Sand  Filter 

0 

23 

7.7 

58 

45 

.09 

.03 

.20 

0.3 

106. 

73. 

3 

Regay  Meadow,  G.  P.  Well  #2 

2 

35 

6.5 

43 

130 

0.9 

0.7 

.08 

3.2 

90. 

43. 

2 

Rockport 

Tubular  Wells,  Raw  Water 

0 

22 

6.2 

14 

23 

.13 

.27 

.01 

0.4 

19. 

11. 

3 

Tubular  Wells  -  Treated 

1 

30 

7.7 

53 

58 

.16 

.25 

.01 

0.4 

18. 

12. 

3 

Rowley 

Tubular  Wells,  Tap  in  P.  S. 

0 

2 

7.3 

77 

113 

.06 

.00 

/oo 

0.8 

55. 

17. 

3 

New  G.  P.  Wells,  Rtes  17  &  133 

1 

6 

6.9 

37 

91 

.11 

.00 

.00 

1.1 

103. 

3A. 

3 

noyaisu on 

Tan  ir\  P  S 

2 

14 

7.0 

51 

69 

.56 

.37 

.07 

0.0 

7.5 

10. 

3 

Russell 

G.  P.  Well  #1,  Tap  in  P.  S. 

8 

12 

6.9 

32 

38 

3.5 

.00 

.00 

0.6 

8.3 

3. 

2 

G.  P.  Well  #2  near  Rte  20 

0 

4 

7.0 

43 

51- 

.17 

.00 

.00 

0.7 

19. 

5. 

2 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

OCLX  X  o  U  U_L  J 

G.  P.  Well  #6,  Tap  in  P.  S. 

u 

c 

5 

6.6 

on 

OA 

09 

01 

.01 

0.6 

77. 

33. 

3 

G.  P.  Well  #1 

T  1 
i-i 

7.1 

j  j 

1?0 

1.6 

.06 

.00 

0.0 

32. 

u. 

1 

G.  P.  Well  #5 

1 

u 

7.0 

Of) 

y  n 
a*j 

08 

.00 

.00 

0.2 

30. 

16. 

1 

G.  P.  Well  #7 

J. 

u 

7.1 

ox 

.00 

.00 

.00 

0.4 

19.  ' 

-  6. 

1 

Sandwich 

2  G.  P.  Wells  Tupper  Road 

1 

3 

6.6 

10 

15 

.13 

.00 

.02 

0.4 

25. 

H. 

2 

G.  P.  Well  off  Rte  6A 

0 

5 

6.5 

10 

16 

.02 

.00 

.01 

0.1 

18. 

10. 

3 

Tap  in  Town  Hall 

0 

2 

6.5 

H 

18 

.00 

.00 

.00 

0.1 

18. 

10. 

3 

fcJ  \,  J_  U  UA 

Webster's  Meadow,  Well  #10 

0 

2 

6.7 

27 

86 

.01 

.00 

.00 

1.5 

85. 

38. 

2 

Webster's  Meadow,  Well  #11 

0 

2 

6.8 

31 

52 

.01 

.00 

.00 

1.4 

30. 

19. 

2 

Stearns  Meadow,  Well  #17 

1 

5 

6.7 

24 

32 

.03 

.04 

.00 

0.2 

22. 

13. 

1 

Boston  Sand  &  Gravel,  G.  P.  Well  18A 

0 

3 

6.7 

23 

53 

.01 

.00 

.00 

0.8 

59. 

28. 

2 

Fitts  Well  #20 

0 

0 

6.5 

29 

58 

.00 

.00 

.00 

1.6 

50. 

25. 

2 

Old  Oaken  Bucket  Pond  -  Raw 

2 

21( 

i  6.9 

15 

26 

1.5 

.u 

.00 

0.1 

u. 

25. 

2 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

<A 
Ci 

1 

s 

< 

Nitrate  N 

Chlorides 

Sodium 

vonx  a . 

 .  — 

Scituate 

Old  Oaken  Bucket  Pond,  Finished 

0 

/ 

■v 

6.7 

14 

41 

.06 

.11 

.00 

0.5 

47. 

35. 

3 

Edison  Station,  Well  #19 

0 

6.7 

26 

68 

.01 

.00 

.00 

1.5 

53 

26. 

2 

Barnes  Meadow,  Well  #22 

n 

o 

6.5 

64 

.00 

.00 

.00 

1.0 

74. 

25. 

1 

Kent  St.  Well  #2 

10 

7.2 

168 

236 

.01 

.18 

.00 

0.8 

90. 

53. 

1 

Tap  in  Town  Hall 

0 

3 

6.5 

25 

51 

.04 

.00 

.00 

0.9 

45. 

29. 

3 

Seekonk 

Tubular  Well  #1,  Brown  Ave. 

0 

2 

6.9 

50 

81 

.00 

.01 

.00 

2.0 

16. 

9. 

3 

G.  P.  Wells  2  &  3. Newman  Ave.  P.  S. 

0 

3 

6.9 

57 

69 

.00 

.21 

.02 

0.9 

23. 

18. 

3 

Tap  in  Town  Hall 

0 

2 

6.8 

40 

57 

.01 

.19 

.28 

0.9 

33. 

18. 

3 

Sharon 

G.  P.  Well  #2-Moore  Hill  Parkway 

1 

7 

6.6 

37 

46 

.67 

.23 

.02 

2.1 

17. 

14. 

3 

G.  P.  Well  #3,  Farnham  Road 

0 

9 

6.7 

37 

51 

.23 

.29 

.03 

1.2 

21. 

13. 

3 

G.  P.  Well  #4,  Tree  Lane 

0 

2 

6.7 

46 

77 

.03 

.00 

.00 

4.7 

39. 

21. 

3 

Tap  in  Town  Hall 

0 

2 

6.7 

47 

83 

.05 

.01 

.03 

4.5 

36. 

22. 

3 

Sheffield 

Farm  House  Spring,  Direct 

0 

0 

6.7 

25 

31 

.01 

.00 

.00 

0.1 

2.2 

2.  < 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

K 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

oont.  u . 

Sheffield 

Red  Rock  Spring,  Direct 

0 

0 

6.6 

20 

30 

.00 

.00 

.00 

0.1 

2.8 

2.0 

3 

Smith  Spring,  Direct 

0 

o 

6.6 

20 

19 

.00 

.01 

.00 

0.2 

2.5 

1.5 

3 

G.  P.  Well  off  Rte  7 

n 

\j 

7.2 

138 

129 

.01 

.00 

.00 

0.0 

1.5 

3.0 

3 

Shirley 

Industrial  School,  New  Tub.  Wells 

J  J 

7.0 

63 

65 

1.7 

.35 

.00 

0.0 

17. 

10. 

3 

Dug  Wells,  Tap  near  pump 

0 

4 

5.9 

5 

33 

.02 

.06 

.00 

1.4 

18. 

11. 

3 

G.  P.  Well,  Tap  in  P.  S. 

0 

3 

6.4 

21 

29 

.02 

.06 

.01 

0.8 

19. 

10. 

3 

Shrewsbury 

South  St.  Wells,  Tap  in  P.  S. 

0 

5 

6.5 

27 

a 

.21 

.02 

.01 

1.4 

32. 

21. 

3 

Sewell  St.  G.  P.  Well  #4,  Tap  in  P.  S 

,  o 

0 

6.6 

20 

38 

.01 

.00 

.00 

0.8 

22. 

12. 

2 

Sewell  St.  G.  P.  Well  #5 

0 

2 

6.6 

a 

58 

.02 

.02 

.01 

1.3 

30. 

18. 

2 

No.  Quins igamond  G.  P.  Well  #1 

0 

1 

6.  4 

36 

59 

.01 

.00 

.00 

0.9 

36. 

17. 

3 

No.  Quinsigamond  G.  P.  Well  #2 

0 

0 

6.4 

39 

92 

.02 

.04 

.00 

0.6 

57. 

20. 

3 

Somerset 

G.  P.  Well  #2,  Brook  St.  Dighton 

0 

0 

6.5 

39 

25 

.00 

.00 

.00 

1.4 

7.8 

17. 

3 

Southfield 

Spring,  Tap  on  System 

0 

3 

7.2 

53 

55 

.02 

.00 

.00 

O.C 

4.8 

2. 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

X 

0. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

So.  Hadley 

G.  P.  Well,  Tap 

0 

6 

6.7 

42 

60 

.01 

.00 

.00 

0.7 

7.8 

5. 

✓  • 

2 

Spencer 

Cranberry  Brook,  G.  P.  Well 

yj 

•i 
j 

7.0 

XP 

03 

.00 

.00 

1  0 

17 

10 

1 

Starling 

Tub.  Wells,  Tap  in  P.  S. 

o 

0 

6.6 

24 

68 

.01 

.00 

.00 

0.7 

16. 

16. 

2 

Hew  G.  P.  Well 

o 

6.5 

82 

.02 

.00 

.00 

0.8 

30. 

2 

Stockbridge 

Hill  Water  Co.  Springs 

o 

o 

7.4 

42 

56 

.01 

.00 

.00 

0.0 

2.0 

2. 

2 

Stoughton 

Tub.  Wells,  Harris  Pond  P.  S. 

0 

2 

6.6 

2U 

1 £ 

40 

•  IX) 

■  UVJ 

-15. 

■a 
J 

G#  P.  Well,  Fennell  Site 

0 

1 

6.6 

25 

37 

.04 

.05 

.00 

1.0 

15. 

9. 

3 

G.  P.  Well,  McNamara  Site 

0 

6 

6.4 

17 

33 

.01 

.00 

.00 

0.5 

12. 

8. 

3 

G.  P.  Wall  #1 

4 

40 

6.4 

27 

48 

1.3 

.10 

.01 

0.3 

40. 

16. 

1 

G.  P.  Well  #2 

12 

25 

5.9 

19 

50 

.90 

.06 

.03 

0.5 

32. 

14. 

1 

Sudbury 

G.  P.  Well  #2  off  Raymond  St. 

0 

5 

7.1 

64 

84 

.01 

.01 

.00 

0.0 

15. 

9. 

3 

G.  P.  Well  #5,  Rte  117 

0 

5 

7.3 

36 

35 

.29 

.01 

.CO 

0.5 

8.3 

13. 

3 

Warren  Road  Well  #4 

0 

3 

7.1 

46 

57 

.00 

.00 

.00 

2.2 

16. 

12. 

3 

Pratt  s  Mill  Well  #3 

0 

4 

7.1 

37 

33 

.00 

.06 

.07 

2.4 

24. 

23. 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19 71 


City  or  Town 

Source 

Milligrams  per  Liter 

iples 

■ 

urbidity 

olor 

SS 

lkalinity 

ardness 

d 

2 

[anganesc 

mmonla 

Urate  N 

Inorides 

6 

1 

ft 

f 

a* 
GO 

*s 

d 

H 

o 

ft 

< 

X 

>— i 

< 

Z 

o 

1  1 

Z 

Cont'd. 

Sudbury 

Tap 

in  Town  Hall 

0 

3 

7.2 

62 

83 

08 

.uu 

on 

o  / 

/;  , 

Sunderland 

Tub 

•  Wells,  Tap  in  P.  S. 

0 

3 

7.2 

47 

52 

.00 

.  v. 

on 

0  1 

7 

4. 

Sutton 

Dug 

Well,  Direct 

0 

7 

6.7 

28 

53 

rrj 
.  w 

.oi 

r\r\ 
.  UU 

■a  c 

13. 

•1 

J 

Tubular  Wells,  Tap  in  Town 

0 

6 

6.8 

A3 

85 

•  U? 

•  UU 

J  f  • 

16. 

J 

Weir  Springs,  Direct 

0 

8 

6.7 

37 

p,/ 

76 

1  7 
ill 

.00 

.UU 

3.2 

4-L. 

20. 

o 

Sutton  (Manchaug) 

G. 

P.  Well  #1,  Tap  in  P.  S. 

0 

6 

6.3 

15 

35 

.L'4 

.04 

.00 

0.1 

33. 

21. 

.2 

G. 

P.  Well  #2,  Tap  in  P.  S. 

0 

5 

6.3 

25 

37 

.  UD 

.02 

.00 

0.1 

40. 

21. 

3 

G. 

P.  Well  #3,  Tap  in  P.  S. 

0 

2 

6.3 

15 

33 

•  UY 

.02 

.01 

0.1 

33. 

21, 

3 

Swansea 

G. 

P.  Well  #1,  Midwood 

1 

29 

6.6 

19 

23 

0.7 

0.4 

.02 

0.2 

9.0 

7. 

3 

G. 

P.  Well  #2,  Midwood 

3 

18. 

>  6.5 

27 

28 

4.1 

.58 

.22 

o.c 

16. 

7. 

2 

G. 

P.  Wells  4  &  5,  Maher  Field 

0 

11 

6.4 

17 

44 

.22 

.02 

.01 

1.5 

18. 

12, 

3 

G. 

P.  Well  #6,  Vinnicum  Road 

0 

1 

6.4 

19 

49 

.05 

.02 

.00 

l.< 

15. 

10 

3 

G. 

P.  Well  #7,  Raw  Water 

6 

25 

6.4. 

23 

54 

•8C 

.08 

.00 

o.-i 

16. 

10 

1 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 


Source 


2 

jo 


u 
o 

w—t 

o 
o 


Milligrams  per  Liter 


T- 

r— « 

al 


32 


c 

2 


S 


a 
i 

< 


CO 

I 

Pi 
O 

2 

o 


Cont'd. 
Swansea 

Taunton 


Templeton 


Tevksbury 


Midwood  G.  P.  Well  #3 
Tap  in  Town 

G.  P.  Well  #1,  Paul  Dever  School 
G.  P.  Well  #2,  Paul  Dever  School 
G#  P.  Well  #3,  Paul  Dever  School 
G.  P.  Well  #1,  Baldvinville 
Bnergency  G.  P.  Well,  K.  Tenpleton 
G.  P.  Well  #1 
G.  P.  Well  #2 
G.  P.  Well  #3 
G.  P.  Well  §U 
G.  P.  Well  #5 
G.  P.  Well  #6 
G.  P.  Well  #7 


0 

0 

0 

0 

2 

0 

1 

0 

3 

0 

0 

0 

0 

3 


2J, 

1 

3 

2 

8 

2 

17 
35 
83 
10 
13 
0 

15 
60 


6.3 

6.5 

6.5 

6.4 

6.5 

6.5 

6U 

6.3 

6.3 

6.3 

6.3 

6.3 

6.2 

6.5 


18 

27 

21 

23 

26 

13 

11 

15 

37 

13 

17 

13 

H 

52 


23 

U 

37 

49 

39 

15 

23 

27 

51 

AO 

29 

33 

U 

58 


.50 
.08 
.08 
.04 
.29 
.04 
1.3 
.56 
1.9 
.12 

.a 

.01 
.01 
1.4 


.29 

.02 

.01 

.02 

.01 

.00 

.05 

.16 

.19 

.08 

.23 

.00 

.79 

2.4 


.03 

.00 

1.0 

1.5 

.00 

.00 

.00 

.03 

.16 

.01 

.05 

.00 

.02 

.04 


0.0 

1.7 

3.9 

5.9 

0.9 

0.7 

0.2 

0.7 

3.0 

2.5 

0.4 

3. 

1. 

0.4 


15. 
16. 

10. 
12. 
9.0 
8.5 
21. 
25. 
24. 
34. 
21. 
25. 

a. 

26. 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  1971 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont'd. 

Tewksbury 

G.  P.  Well  #8 

0 

0 

6.4 

12 

49 

.01 

.00 

.00 

1.8 

43. 

20. 

3 

G.  P.  Well  #9 

0 

8 

6.4 

15 

68 

.00 

.05 

.00 

2.0 

34. 

17. 

2 

G.  P.  Well  #10 

1 

8 

6.6 

24 

105 

.27 

.27 

.00 

0.8 

21. 

10. 

3 

G.  P.  Well  #11 

0 

1 

6.6 

21 

39 

.01 

.00 

.00 

1.3 

13.? 

9. 

2 

G.  P.  Well  #12 

3 

20 

6.5 

25 

59 

1.6 

.11 

.00 

0.1 

19. 

11. 

3 

Center  of  Town 

0 

12 

6.3 

19 

54 

.09 

.06 

.00 

1.4 

31. 

18. 

3 

Tewksbury ( State 

Hoa. )  Old  Wells,  Tap  in  P.  S. 

0 

9 

6.5 

15 

42 

.10 

.15 

.02 

1.4 

32. 

17. 

3 

New  Tub.  Wells,  Tap  in  P.  S. 

0 

14 

6.5 

23 

47 

.17 

.30 

.00 

1.2 

23. 

15. 

3 

Tap  in  Administration  Bldg. 

0 

13 

6.5 

16 

35 

.08 

.10 

.00 

1.3 

29. 

16. 

2 

Tisbury  W.  W. 

G.  P.  Well  #1,  Edgartown  Road 

0 

4 

6.7 

8 

9 

.05 

.00 

.00 

0.0 

11. 

8. 

3 

G.  P.  Well  #2,  W.  Spring  St. 

0 

5 

6.8 

10 

10 

.25 

.00 

.00 

0.0 

10. 

7. 

3 

Tap  in  Town 

0 

8 

6.7 

7 

7 

.19 

.00 

.00 

0.0 

11. 

8. 

3 

Topsfield  W.  D. 

Tubular  Wells,  Tap  in  P.  S. 

0 

4 

6.6 

44 

a 

.04 

.00 

.00 

1.6 

20. 

10. 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

EC 

Pi 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Topsfield  (Wylde 

Wood)  Tap  on  System 

0 

6 

7.1 

82 

99 

.07 

.00 

.00 

1.3 

20. 

10. 

3 

Towns end 

Tubular  Wells,  Tap  in  P.  S. 

0 

2 

6.4. 

12 

15 

.01 

.00 

.00 

0.4 

8.3 

5. 

3 

Upton 

Tubular  Wells,  Tap  in  P.  S. 

0 

1 

6.4 

15 

31 

.03 

.00 

.00 

0.9 

22. 

9. 

3 

Abridge 

G.  P.  Well  01,  Tap  in  P.  S. 

2 

17 

6.3 

19 

30 

0.6 

.48 

.05 

0.5 

20. 

12. 

3 

G.  P.  Well  02,  Tap  in  P.  S. 

0 

8 

6.3 

19 

57 

0.7 

.22 

.03 

1.2 

19. 

12. 

3 

G.  P.  Well  #3 

0 

9 

6.1 

19 

30 

.44 

.26 

.00 

0.3 

25. 

15. 

2 

Wakefield 

Dug  Well,  Tap  in  P.  S. 

0 

7 

6.4 

59 

113 

.06 

.00 

.00 

4.6 

45. 

23. 

3 

Walpole 

Tubular  Wells,  Washington  St. 

1 

5 

6.3 

27 

77 

.24 

.21 

.02 

1.5 

49. 

16. 

2 

G.  P.  Well  01,  Mine  Brook 

2 

23 

6.3 

36 

57 

.50 

.06 

.02 

0.6 

57. 

17. 

3 

G.  P.  Well  02,  Mine  Brook 

9 

12r 

6.4 

33 

48 

3.5 

.15 

.17 

0.0 

22. 

11. 

3 

Tap  in  Town  Hall 

0 

6 

6.2 

34 

64 

.08 

.16 

.01 

1.1 

127. 

41. 

3 

G.  P.  Well  02,  Washington  St. 

2 

9 

6.2 

27 

58 

.18 

.37 

.04 

1.1 

177. 

76. 

3 

Ware 

Large  Well  before  treatment 

0 

4 

6.7 

23 

33 

.00 

.00 

.00 

1.2 

10. 

6. 

3 

Large  Well  after  treatment 

0 

2 

8.6 

73 

32 

.01 

.00 

.00 

1.2 

H. 

41. 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

>-M 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

55 

ai 
"2 

1 
< 

Nitrate  N 

|  Chlorio.es 

Sodium 

Liont  a. 

Ware 

G.  P.  Well,  Tap  In  P.  S. 

u 

c. 

D 

7.2 

.00 

.00 

1.2 

ru 

6. 

3 

Wareham  f<>  D. 

G.  P.  Well  #1,  Maple  Springs 

n 

u 

6.3 

7 

g 

,01 

.00 

.(X) 

0.0 

7.8 

6. 

3 

G.  P.  Well  #2,  Maple  Springs 

n 
U 

6.3 

7 

q 

.05 

.01 

•  01 

0.0 

8,0 

5. 

3 

G.  P.    Well  #3,  Maple  Spring 

n 
\j 

10 

6.4 

13 

.18 

.01 

0.0 

8.5 

5. 

3 

G.  P.  Well  #4,  Maple  Springs 

0 

3 

6.3 

7 

10 

.02 

.00 

AA 

0.0 

6.7 

5. 

3 

Tap  in  District  Office 

0 

0 

6.2 

10 

31 

.01 

.01 

AA 

.00 

0.0 

7.3 

5. 

3 

Wareham  ( Onset 

F.D.)  G.  P.  Well  #5,  Red  Brook 

0 

10 

6.2 

10 

.03 

.00 

1.2 

10. 

6. 

1 

Walepole 

G.  P.  Well  1,  Happy  Hollow 

0 

0 

6.6 

37 

85 

.00 

.00 

.01 

3.4 

36. 

15. 

3 

G.  P.  Well  2,  Happy  Hollow 

0 

3 

6.6 

44 

112 

.10 

.00 

.02 

2.5 

95. 

26. 

3 

G.  P,  Well  #1,  Campbell  Bd. 

0 

0 

6.8 

a 

105 

.00 

.38 

.02 

0.8 

11. 

7. 

3 

Tap  in  Town  Hall 

0 

1 

42 

103 

.10 

.01 

.26 

3.1 

18. 

9. 

3 

Warren  V.  D. 

Tubular  Wells,  Tap  in  P.  S. 

0 

3 

6.4 

12 

U 

.03 

.03 

.00 

0.2 

5.0 

3. 

3 

Warren  W.  Co. 

Dug  Wells,  Tap  in  Village 

2 

18 

5.9 

13 

74 

.81 

.02 

.01 

0.4 

115. 

33. 

2 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Ground  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Wayland 

Baldwin  Pond.  G.  P.  Wells  1  &  2 

0 

5 

6.6 

51 

89 

e  UO 

.19 

.02 

1.1 

lo. 

XVJ. 

■a 
j 

Baldwin  Pond,  G.  P.  Well  #3 

0 

3 

6.7 

44 

97 

.05 

•  00 

.02 

n  a 
7.8 

19. 

10. 

W«h«t«r 

Well,  Tap  in  P.  S. 

0 

2 

6.6 

26 

37 

.05 

.04 

r\o 
.02 

U.  O 

on 

11. 

G-  P.  Well  #2 

0 

2 

6.5 

3? 

43 

.07 

Art 

*08 

.03 

oO 

28. 

15. 

2 

Well  #3.  Bizelow  Road 

0 

3 

6.6 

27 

37 

.02 

.00 

.00 

1  O 

1.2 

13. 

o. 

o 

*c 

BXSjr 

2  Dug  Hells,  Wellesley  Avenue 

0 

6 

6.7 

47 

93 

.03 

.52 

.02 

1.3 

54. 

24. 

2 

2  D-  P.  Wells.  Morses  Pond 

0 

7 

6.6 

U 

88 

.21 

.34 

.03 

0.7 

7.6 

31. 

2 

Tan    Public  Works  Bide. 

1 

5 

6.7 

34 

100 

.21 

.35 

.01 

1.2 

62. 

25. 

2 

ft    P    Vol  1  nAAT*  Rrt<4«maT*v  Brook 

0 

5 

6.8 

46 

88 

.03 

.62 

.01 

1.1 

56. 

24. 

1 

Thomas  Gouehlin.  G.  P.  Well 

0 

6.7 

44 

82 

.01 

.50 

.04 

1.1 

65. 

31. 

1 

Welle sley  College 

T.iVni1  .«  UA11a      Tan           P  S 

lUDUxar  wexj.s ,  mp  m  *«  >->• 

0 

1 

6.5 

23 

68 

.05 

.00 

.01 

0.8 

61. 

32. 

3 

Wenhan 

G.  P.  Well  #1 

0 

2 

7.1 

90 

119 

.00 

.00 

.00 

1.3 

23. 

16. 

3 

We 3 thorough 

G.  P.  Well,  Hopkinton  Rd.  P.  S. 

0 

1 

6.4 

20 

43 

.01 

.00 

.00 

1.4 

29. 

14. 

3 

G.  P.  Well  #2,  Morse  St. 

0 

4 

6.6 

14 

u 

.01 

.00 

.00 

1.1 

46. 

18, 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of   Ground  Water  Sources  for  Year  1971 


City  or  Town 

Source 

Turbidity 

Color 

S 
ft 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

West  Boylston 

G.  P.  Well  #3,  Tap  in  P.  S. 

0 

23 

6.3 

16 

37 

.25 

.06 

.01 

0.4 

31. 

16. 

3 

Oakdale  G.  P.  Well;  Tap  in  P.  S. 

0 

2 

6.4 

20 

58 

.00 

.00 

.00 

0.9 

26. 

10. 

3 

G.  P.  Well  #4,  Lee  St. 

0 

0 

6.4 

17 

48 

.00 

.00 

.00 

1.2 

22. 

9. 

3 

Pleasant  Valley  Well  #1 

0 

0 

6.3 

14 

27 

.01 

.00 

.00 

1.3 

22. 

11. 

2 

Vest  Bridgevater 

G.  P.  Well,  Norman  Ave. 

0 

2 

6.1 

9 

45 

.19 

.09 

.01 

1.9 

19. 

14. 

3 

Tubular  Wells,  Cyr  St. 

0 

0 

6.4 

11 

42 

•  Ul 

,UU 

nr> 
,  uu 

J»  f 

io« 

G.  P.  Wells,  Rtes.  106  &  24 

0 

1 

6.  A 

33 

69 

.02 

.21 

.02 

0.2 

39. 

21. 

3 

Tap  in  Town  Hall 

0 

4 

6.1 

13 

52 

.25 

.07 

.00 

1.0 

17. 

14. 

3 

West  Brookfield 

Tap  in  P.  S. 

1 

5 

6.6 

12 

30 

.17 

.12 

.00 

1.0 

17. 

8. 

3 

Tubular  Wells 

33 

50 

6.2 

9 

15 

2.1 

.13 

.08 

0.0 

9.0 

6. 

2 

Westfield 

G.  P.  Well  off  So.  Holy6ke  Road 

0 

5 

7.0 

44 

60 

.01 

.00 

.01 

1.7 

19. 

9. 

2 

G.  P.  Well  off  Shaker  Road 

0 

5 

7.2 

54 

71 

.03 

.00 

.00 

1.5 

13. 

5. 

2 

Well,  Northwest  Road 

0 

2 

7.1 

15 

16 

.00 

.00 

.00 

0.3 

8.5 

3. 

1 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

Pi 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

»88  il  16-La  nospi  uaj. 

11] [Hi  1  M  "                     LWlUXc    i.  EM U1HOX1 U 

0 

4 

6  7 

55 

97 

.02 

.00 

.00 

2.7 

25. 

11. 

3 

Nssui oru 

TiiVnila-r  Walla     Tad  In  U«<*tfnrri   P  S 

0 

2 

6  7 

18 

24 

.08 

.00 

.00 

0.3 

15. 

7. 

2 

P,     P     Wall    at    RrnoVqlrlfl   P     S  SO 

0 

16 

6  6 

28 

43 

.02 

.07 

.02 

0.8 

25. 

9. 

3 

B-rnoVqlrif*  Sta             Da  Dot  Road 

0 

3 

6.5 

20 

37 

.00 

.01 

.00 

0.7 

30. 

u; 

3 

0 

4 

6  3 

17 

33 

.03 

.13 

.00 

1.0 

20. 

7. 

3 

CI     P    UaI  1           FriTfftt  Uil  1  a?A  Road 

3 

22 

6-5 

30 

35 

0.8 

.05 

.00 

0.1 

19. 

9. 

3 

We  a  t  hampt  on 

i ap  in  i own 

0 

5 

6  9 

17 

22 

.OA 

.00 

.00 

0.0 

5.7 

4. 

3 

Westminster 

noimes  raric  *at.er  uisoricx. 

0 

4 

Do  f 

14 

7 

.02 

.01 

.00 

0.0 

2.3 

2. 

3 

Weston  Uollege 

Deep  luDuiar  «exx 

0 

4 

7  1 

58 

81 

.03 

.00 

.00 

0.8 

17. 

6. 

3 

Weston 

Tubular  Wells  at  Kendall  Green 

0 

2 

6.7 

34 

84 

.06 

.07 

.00 

0.8 

37. 

16. 

2 

G.  P.  Well  at  Nickeraon  Field 

0 

5 

6.6 

71 

273 

.10 

.00 

.00 

0.7 

340. 

109 

.  2 

G.  P.  Well  Rte  128,  Fitzgerald 

0 

1 

6.6 

30 

118 

.01 

.00 

.00 

1.0 

143. 

39. 

2 

Tap  in  Town  Hall 

0 

4 

6.8 

18 

50 

.07 

.00 

.00 

0.2 

48. 

22. 

3 

53- 


Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

Pi 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

We at port 

f*r>    on    5-Ytr  at  atd 

lap  uii  i-j y  a  o tJ in 

0 

4 

6.2 

22 

212 

.18 

.20 

.01 

0.9 

488. 

174 

2 

Wesport  lAcoaxetJ 

lap  on  system— upper 

0 

1 

6.7 

17 

37 

.03 

.00 

.00 

3.8 

16. 

11. 

3 

Tap  on  System— Lower 

0 

3 

A./ 

10 

40 

.05 

.02 

.00 

4.3 

19. 

15. 

1 

west,  opriiigTieia 

P.    P    U«n  #1  Southwiek 

0 

3 

7.5 

40 

61 

.01 

.01 

.00 

2.6 

7.3 

5. 

2 

u.  r#  m  e  1 1  jt<cj  iJouuiiwiwK 

0 

3 

7.3 

46 

68 

.01 

.01 

.00 

3.2 

8.5 

6. 

3 

u.  r.  wen  uou.bnwj.cn. 

0 

0 

7.5 

•  •  ✓ 

54 

73 

.01 

.01 

.00 

4.4 

10. 

6. 

2 

Vest  Stock bridge 

bp  ring  iJlxeCb 

0 

8 

7.5 

H7 

H8 

.00 

.00 

.00 

0.1 

4.0 

2. 

3 

Mew  opring 

0 

6 

7.6 

18 

25 

.01 

.00 

.00 

0.0 

1.2 

1. 

3 

Weymouth 

Cj,  r.  weJLL,  oircuiu  Ave. 

0 

18 

6.9 

84 

68 

.09 

2.1 

.05 

0.6 

54. 

79. 

3 

G.  P.  Well,  Main  St. 

0 

8 

6.2 

18 

62 

.01 

.78 

.01 

4.2 

43. 

1 

G.  P.  Well,  Whitman's  Pond 

0 

11 

6.9 

51 

41 

.09 

.35 

.00 

0.2 

31. 

32. 

3 

G.  P.  Well,  Winter  St. 

1 

58 

6.1 

32 

46 

2.0 

1.0 

.21 

0.1 

42. 

27. 

2 

Vhattly 

Tap  on  System 

0 

2 

7.1 

75 

83 

.01 

.01 

.02 

0.0 

7.5 

5. 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  IS  71 


0 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

as 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

N  J  1  1  laiBS  UUT^ 

G.  P.  Well,  Tap  in  P.  S. 

0 

5 

6.7 

26 

40 

.02 

.00 

AT 

.01 

U.O 

O.  \J 

J  . 

o 

<c 

U  4  "1 1  A  c  tti q 4"  nun 
ft  1  1  1  loUuo  wwu 

New  Gravel  Well 

0 

12 

7.5 

129 

125 

.21 

.00 

.00 

0.0 

1. 2 

3. 

3 

0 

2 

7.6 

92 

94 

.00 

.00 

.00 

0.3 

1.3 

1. 

3 

G    P    Wall  #2 

1 

22 

7.8 

132 

128 

.53 

.05 

.00 

0.0 

1.0 

5. 

3 

WiJjBingxon 

TSiK    Woiio    Brown* ■  Croaairur  P.  S# 

1 

13 

6.2 

21 

71 

.38 

.38 

.05 

1.2 

70. 

26. 

3 

Nau  T«h    Walla    TaD  in  P.  S. 

0 

14 

6.2 

34 

102 

.02 

.10 

.01 

3.6 

91. 

39. 

3 

Nau  P.     P    VaII     Chpqtnut  St-  P.  S. 

0 

21 

6.1 

25 

62 

.23 

.23 

.07 

0.1 

82. 

37. 

3 

C,    P    WaI  1     ShflURheen  Ave  - 

0 

5 

6.3 

31 

61 

.02 

.08 

.03 

1.1 

31. 

15. 

3 

AIH-Hrh   G     P  Well 

1 

14 

6.4 

27 

45 

0.4 

1.1 

.08 

0.3 

27. 

13. 

3 

G.  P.  Well,  Butters  Road 

2 

53 

5.9 

17 

63 

2.0 

.19 

.15 

0.0 

93. 

43. 

3 

Town  Park,  G.  P.  Well 

0 

3 

6.0 

18 

70 

.36 

.32 

.08 

0.4 

44. 

23. 

2 

G.  P.  Well,  Salem  St. 

0 

2 

6.4 

20 

19 

.15 

.03 

.00 

0.0 

22. 

8. 

2 

Wo  bum 

G.  P.  Well  A-2 

0 

7 

7.1 

58 

106 

.00 

.07 

.02 

0.2 

130. 

53. 

2 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

S 
o. 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

ry  ill 

Cont'd. 

nouuru 

G.  P.  Well  B 

0 

0 

o 

6.9 

35 

(JC 

°5 

»uu 

0  l 

n  8 

HO  • 

51 

C 

G.  P.  Well  C-2 

u 

AVJ 

7.0 

J  0 

.00 

.08 

.03 

0.6 

110. 

48. 

2 

Well  D 

n 
U 

D 

6.7 

AO 

01 

02 

.00 

0.6 

100. 

/0. 

2 

Well  £ 

u 

C 

o 

6.6 

"57 
j  1 

Q2 

01 

28 

.05 

1.4 

104. 

46. 

2 

G.  P.  Well  F 

w 

o 

6.7 

80 

.00 

.20 

.02 

0.5 

70. 

31. 

2 

G.  P.  Well  G 

0 

7 

6.6 

55 

187 

.01 

.6^ 

2.9 

7.7 

113. 

85. 

2 

Worcester 

Hone  Farm  Well 

0 

1 

6.8 

37 

75 

.01 

.00 

.00 

1.4 

u. 

22. 

3 

Worthington 

Spring,  Tap  in  Town 

0 

9 

6.7 

15 

20 

.22 

.02 

.01 

0.2 

3.6 

1. 

Deep  Tubular  Wells,  Tap  in  P.  S. 

0 

11 

6.5 

16 

18 

.23 

.00 

.00 

0.1 

3.8 

1. 

3 

Feeder  Spring 

0 

1 

6.3 

9 

9 

.02 

.01 

.00 

0.1 

1.8 

1. 

4 

Wrentham  State  School    Tubular  Wall,  Tap  in  P.  S.  #1 

0 

0 

6.5 

15 

49 

.01 

.01 

.00 

0.9 

63. 

31. 

3 

Tubular  Well,  Tap  in  P.  S.  #2 

0 

1 

6.5 

22 

44 

.01 

.01 

.01 

2.0 

21. 

11, 

3 

Wrenthaa  V.  Dept. 

G.  P.  Well  #2,  Franklin  St. 

0 

1 

6.7 

14 

29 

.01 

.04 

.01 

0.6 

16. 

8. 

4 

G.  P.  Well  #3,  Franklin  St. 

0 

2 

6.6 

21 

29 

.00 

.02 

.00 

0.2 

13. 

7. 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Ground    Water  Sources  for  Year  1971 


City  or  Town 

Source 

Turbidity 

Color 

se 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardneii 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

■rent  nam 

T«r>     Mimi  ni  mil  Bldff. 

0 

U 

6.5 

17 

28 

.01 

.00 

.00 

0.5 

H. 

8. 

3 

Yarmouth 

C.    P    Wll  Jh     Hiroina  Croavell  Rd. 

0 

2 

6.0 

8 

16 

.05 

.00 

.00 

0.1 

38. 

19. 

2 

ft     P     Wall   Jo     Hlrralnn  C-mawall  Rd. 
u.    *  .    Roll            **A(sgA**B  wiMowoaj.  »»*^» 

1 

5 

6.0 

8 

17 

.10 

.00 

.00 

0.2 

38. 

21. 

2 

P      P     UaI  1    M"X     \k\  trrH  n a  Cmmjal  1  Rri 
u,  r.  MBJLi.  ir^j  niggins  uroowoii  «u. 

0 

0 

5.9 

9 

13 

.02 

.00 

.00 

0.2 

3A. 

19. 

2 

u.  r#  well  ff4»  *«ng  »odq  wnvo 

0 

0 

6.2 

7 

8 

.00 

.00 

.00 

o.u 

16. 

20. 

1 

u.  r.  MeJLL  Wj y  -i-Oug  rona  wrire 

0 

0 

6-0 

9 

12 

.01 

.01 

.00 

0.5 

15. 

11. 

2 

P     P     U-»11    JA     Hr»     Main  St 

0 

7 

6.3 

10 

6 

.01 

.00 

.00 

0.1 

15. 

12. 

1 

G.  F.  Well  #7,  Ho.  Main  St. 

0 

3 

6.2 

9 

10 

.02 

.00 

.00 

0.3 

H. 

11. 

2 

G.  P.  Well  #8,  No.  Main  St. 

0 

3 

6.2 

7 

8 

.04 

.00 

.00 

0.1 

12. 

10. 

2 

Pumping  Station 

0 

2 

6.2 

12 

15 

.12 

.01 

.00 

0.5 

17. 

12. 

2 

Tap  in  Town  Hall 

0 

2 

6.5 

12 

19 

.02 

.01 

.00 

0.2 

15. 

11. 

2 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Abington 

Tap  In  Abington 
Abington-Rockland  Joint  Supply 

■a 

"3  PI 

6.2 

( j 

•  'A 

.  x 1 

X  .  X 

/2 

22 

o 

Abington-  Rockland  Great  Sandy  Bottom  Pond 

n 
\j 

1  1 

6.9 

1  ^ 
±j 

23 

07 

,00 

02 

0  1 

27. 

16 

3 

Acushnet 

New  Bedford  Water-Tap  on  System 

X 

Of) 

7.1 

xo 

x? 

37 

00 

06 

0.0 

x^/« 

13 

x.? 

o 

AH»TB<| 

Bassett  Brook  Reservoir 

0 

11 

7.7 

17 

28 

.02 

.00 

.01 

0.7 

1.5 

1 

3 

Amherst 

Atkins  Pond  at  Outlet 

0 

8 

6.8 

9 

14 

.07 

.01 

.03 

0.0 

3.5 

3 

3 

Nourse  &  Dean  Brook  above  Atkins  Pond 

0 

18 

6.5 

9 

11 

.0^ 

.05 

.05 

0.0 

4.0 

3 

3 

Hills  Reservoir  at  Outlet 

0 

28 

6.2 

8 

13 

.06 

.05 

.07 

0.0 

5.0 

3 

3 

Rowley  Reservoir  at  Outlet 

1 

17 

6.1 

7 

12 

.08 

.03 

.02 

0.0 

5.7 

4 

3 

Amethyst  Brook-Outlet  of  Intake  Res. 

1 

28 

6.4 

9 

13 

.10 

.01 

.06 

0.1 

5.8 

3 

3 

Andover 

Raggett's  Pond-Tap  in  P.S.  after  trt. 

0 

23 

8.2 

31 

58 

.07 

.01 

.07 

0.4 

38. 

17 

2 

Ashbumham 

Upper  Naukeag  Lake-Tap  in  P.  S. 

0 

4 

6.9 

9 

11 

.24 

.05 

.02 

0.0 

7.5 

5 

3 

Ashfield 

Highland  Spring  Reservoir-Tap 

-5 

1 

8- 

32 

7.1 

35 

40 

.31 

.22 

.07 

0.0 

4.0 

2 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

X 
ft 

Milligrams  per  Lite 

r 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Raw  water  h+.  Filtration  Plant 

1 

24 

6.9 

21 

31 

.34 

.09 

.07 

0.3 

24. 

12 

3 

PI  nal  water  at  Filter  PI  nnt 

A  X..I10LX     WCl  l/OX      OlV     *  -'-A.  w             «  XGU1V 

0 

9 

7.9 

36 

33 

.15 

.09 

.05 

0.4 

26. 

24 

3 

Ton   i n  Toun  HaI 1 

0 

3 

6.7 

27 

44 

.13 

.36 

.11 

0.9 

24. 

11 

3 

*\i  via  owv 

Sevan  Mile    River  Inlet  to  Filter 

1 

22 

6.5 

15 

43 

.14 

.01 

.09 

0.1 

42. 

19 

3 

0 

6 

6  8 

30 

.14 

.05 

.02 

0.4 

40. 

27 

3 

Canal    nanr  G     P     Veil    —  U  M«ncjfiolr) 
v/quull  near  vi.         »bxx       »•#  rvxii&A.  xeiu 

1 

32 

6  8 

13 

35 

.21 

.01 

.05 

0.1 

40. 

19 

3 

lap  on  CJyaueni 

0 

3 

A  Q 

34 

46 

.11 

.02 

.02 

0.4 

37. 

27 

3 

Barre 

neservoir  uirec^^-nJLxen  nixxs 

1 

19 

o.  5 

17 

29 

.10 

.03 

.66 

0.5 

16. 

8 

3 

R4  1  1  owl  no 

ooncoru  a,  opp.  r .  o« 

3 

77 

A  6 

27 

43 

.55 

.07 

.33 

0.3 

38. 

24 

3 

naw  water  —  out-Let  oi  coag,  delsih 

3 

5 

8 

45 

.06 

.05 

.20 

0.3 

48. 

27 

3 

Tap  in  P.  S.  -  Final  Effluent 

0 

6 

7.5 

38 

47 

.03 

.01 

.02 

0.3 

52. 

39 

3 

Blandford 

Long  Pond  -  Tap 

0 

11 

7.0 

12 

18 

.04 

.00 

.04 

0.0 

2.2 

1 

3 

Braintree 

Great  Pond  -  Tap  on  Low  Lift  Pump 

1 

16 

6.8 

19 

u 

.08 

.03 

.05 

0.5 

49. 

30 

3 

Great  Pond  -  Finished  Water 

0 

9 

7.1 

34 

43 

.02 

.03 

.01 

0.4 

51.. 

37 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

a. 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Bridge water,  MCI 

Taunton  River  before  Filtration 

2 

87 

6.4 

12 

39 

1.0 

.07 

.29 

1.6 

29. 

24 

3 

Taunton  River  after  Filtration 

5 

77 

6.4 

13 

35 

1.3 

.09 

1.1 

0.7 

31. 

25 

3 

Brockton 

Avon  Res*  Surface  near  Gatehouse 

0 

30 

7.0 

11 

38 

.17 

.02 

.05 

0.1 

72. 

38 

3 

Silver  Lake  at  Intake 

1 

16 

6.8 

5 

25 

.25 

.37 

.05 

0.1 

20. 

9 

3 

Tap  on  System  in  Brockton 

1 

13 

9.1 

18 

23 

.18 

.07 

.03 

0.1 

23. 

19 

3 

Silver  Lake,  Finished  water  at  P.  S. 

0 

7 

9.4 

14 

23 

.01 

.00 

.01 

0.1 

23. 

17 

3 

Brookfield 

Cooley  Hill  Reservoir 

2 

3 

7.0 

33 

45 

.16 

.01 

.01 

0.1 

6.3 

5 

2 

Brookline 

MDC  -  Tap  on  System 

0 

15 

6.6 

9 

18 

.27 

.00 

.14 

0.2 

9.3 

5 

3 

Cambridge 

Fresh  Pond 

0 

20 

6.8 

27 

65 

.05 

.05 

.12 

0.6 

49. 

25 

3 

Fresh  Pond  at  Intake 

0 

28 

7.0 

27 

66 

.06 

.01 

.12 

0.6 

50. 

25 

3 

Filter  Plant  -  Raw  Water 

2 

37 

6.9 

23 

63 

.20 

.03 

.11 

0.7 

56. 

27 

3 

Entrance  to  Filter 

1 

18 

6.9 

18 

63 

.10 

.03 

.12 

0.6 

54. 

27 

3 

Filter  Effluent 

0 

10 

7.1 

27 

63 

.04 

.01 

.03 

0.6 

57. 

33 

3 

Stony  Brook  Res.  Surface  near  Gatehouse 

1 

48 

6.8 

22 

61 

.21 

.01 

.15 

0.6 

56. 

29 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for 


Year  19  71 


City  or  Town 

Source 

Milligrams  per  Lite 

r 

Turbidity 

Color 

X 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cambridge 

Upper  Hobbs  Brook  Reservoir 

1 

37 

6.7 

13 

50 

.17 

.06 

.08 

0.3 

67. 

34 

3 

Lower  Hobbs  Brook  Reservoir 

1 

18 

6.9 

18 

61 

.10 

.05 

.09 

0.4 

83. 

44 

3 

Cheshire 

Kitchen  Brook  Res.  Tap  in  Town 

0 

5 

7.0 

33 

45 

.02 

.00 

.00 

0.3 

2.3 

1 

3 

Chicopee 

Tap  in  City  -  MDC  Supply 

0 

5 

6.7 

7 

19 

.06 

.00 

.00 

0.1 

4.5 

3 

3 

Clinton 

Wachusett  Supply  -  North  Dike  P.  S. 

0 

8 

6.5 

6 

14 

.05 

.00 

.01 

0.1 

8.9 

4 

4 

Cohasset 

Tap  on  System 

U 

Ld 

6.7 

A*; 

.  -LX 

OA 

OJ 

j  i . 

Lily  Pond  &  Dug  Well  H  -  Raw 

2 

60 

6.5 

14 

29 

.95 

.05 

.03 

0.1 

41. 

21 

3 

Lily  Pond  &  Dug  Well  #4  -  Finished 

0 

17 

6.9 

21 

80 

.12 

.12 

.06 

0.2 

41. 

22 

3 

Colrain 

Mountain  Brook  Reservoir 

0 

3 

6.6 

57 

80 

.11 

.00 

.02 

0.2 

9.0 

4 

1 

Concord 

Nagog  Pond  near  Gatehouse 

0 

12 

6.5 

8 

18 

.03 

.00 

.00 

0.0 

19. 

10 

1 

Dal ton 

Anthony  Brook 

1 

21 

6.7 

6 

12 

.09 

.07 

.01 

0.4 

8.5 

1 

3 

Egypt  Brook  Upper  Reservoir 

1 

25 

6.5 

6 

15 

.16 

.07 

.01 

0.4 

1.8 

1 

3 

Windsor  Reservoir 

3 

48 

6.6 

20 

29 

.48 

.03 

.06 

0.4 

7.2 

3 

3 

Raw  Water  at  Entrance  to  Settling  Tank 

1 

30 

6.7 

11 

24 

.21 

.05 

.05 

0.3 

5.7 

3 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

s 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 
Dalton 

■   

Filt.  Water  at  Filter  Plant 

1 

23 

6.7 

11 

20 

.11 

.05 

.04 

0.3 

3.7 

2 

3 

Tap  in  Town 

1 

20 

6.7 

U 

22 

.16 

.04 

.00 

0.3 

3.5 

2 

3 

Reservoir  Direct 

0 

11 

6.8 

38 

U7 

.03 

.00 

.01 

0.1 

2.2 

1 

3 

Danvers 

Middleton  Pond  -  Direct 

0 

73 

6.2 

8 

22 

.14 

.00 

0.8 

0.1 

11. 

7 

3 

Swan  Pond  -  Direct 

3 

48 

6.5 

11 

19 

.19 

.00 

.13 

0.2 

5.3 

4 

3 

Emerson  Brook  -  uirect 

0 

200 

A  1 

9 

34 

0.7 

.00 

.00 

0.0 

22. 

9 

2 

Dam  vers  State 

Hos.  Tap  in  Pump  House 

1 

50 

A  7 
O.  / 

18 

46 

.20 

.00 

.05 

0.1 

17. 

8 

3 

Dartmouth 

Mi XpQ  new  DeQl oruoCL/ar&mouon  «ax»er  au 
elavated  tank 

0 

7 

6.2 

18 

36 

.03 

.01 

.00 

0.4 

11. 

8 

3 

New  Bedford  Water  at  Allen  St.  P.  S. 

1 

26 

6.6 

18 

26 

.42 

.01 

.02 

0.2 

15. 

12 

3 

Tap  on  System 

1 

20 

6.4 

17 

27 

.25 

.01 

.05 

0.5 

13. 

10 

3 

Deerfield 

Roaring  Brook  Res.  -  Tap  in  Town 

1 

23 

6.9 

38 

45 

.17 

.02 

.00 

0.1 

3.0 

2 

3 

Dighton 

Tap  on  System 

1 

8 

6.3 

17 

38 

.13 

.01 

.02 

1.2 

20. 

11 

2 

Taunton  Water 

0 

7 

6.5 

9 

31 

.06 

.00 

.00 

0.9 

19. 

11 

3 

Egremont 

Goodale  Brook  Res.  -  Tap  in  Town 

0 

2 

6.9 

23 

45 

.05 

.00 

.00 

0.1 

6.2 

2 

3 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

EC 
Ot 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Fairhaven 

New  Bedford  Water 

1 

25 

6.8 

1/ 

16 

.15 

.00 

.00 

0.0 

20 

17 

1 

Fall  River 

Tap  in  Water  Works  Bldg. 

o 

93 

5.9 

93 

62 

OZ 

09 

0  1 

J.J.. 

c 

■a 
j 

North  Watuppa  Pond  -  Surface 

1 

i  5 

-1-9 

6.0 

99 

.08 

01 

0? 

0  0 

10 

7 

"X 

Noquochoke  P.  S.  Industrial  Supply 

1 

87 

5.4 

21 

-30 

•  J.  J. 

0  1 

1Z. 

f 

-J 

Tap  in  City  Hall 

1 

13 

5.7 

<; 

j 

22 

.0Z 

0? 

0.0 

13 

A 

9 

Falnouth 

Long  Pond  -  Tap  in  P.  S.  after  trt. 

o 

*► 

6.4 

7 

12 

03 

00 

09 

0  1 

12 

7 

■a 
9 

Tap  in  Town  Hall 

0 

5 

6.6 

10 

14 

.04 

.00 

.01 

0.0 

13. 

8 

3 

Long  Pond  -  Direct 

0 

7 

6.6 

9 

15 

.04 

.01 

.01 

0.0 

12. 

8 

3 

Fitch burg 

Meeting  House  Pond  at  Gatehouse 

0 

13 

7.0 

7 

13 

.10 

.01 

.04 

0.1 

8.0 

5 

3 

Scott  Reservoir  at  Gatehouse 

0 

10 

7.0 

5 

14 

.03 

.00 

.02 

0.1 

8.2 

5 

3 

Wachusett  Lake  at  Gatehouse 

1 

9 

6.9 

5 

11 

.16 

.01 

.04 

0.0 

11. 

7 

3 

Ton  «+   (H+tt  Hull    —  L  S 

1 

13 

6  7 

5 

13 

.23 

.01 

.02 

0.1 

8.5 

5 

3 

Tap  at  Water  Works  Shop  -  H.  S. 

1 

19 

6.7 

5 

17 

.46 

.00 

.02 

0.1 

9.2 

5 

3 

Mare  Meadow  Reservoir 

1 

28 

6.6 

5 

13 

.52 

.04 

.10 

0.1 

8.0  . 

4 

3 

Fallulah  Brook  at  Shattucks  Res. 

0 

a 

6.6 

4 

13 

.14 

.02 

.02 

0.1 

7.5 

5 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 
FA  t  rhbirri? 

Lovell  Reservoir  at  Dam 

1 

14 

6.9 

5 

±1 

6  7 

j 

3 

FN* ft  m i  ncrHjin 
jl  x  "  in  i  i  ml  i 

MDC  Station  -  Edgell  Road 

0 

8 

6.6 

5 

lo 

no 

•  uu 

n  l 

U.  J. 

Q  f 

f. 

3 

MDC  Station  -  Grove  St. 

0 

7 

6.5 

5 

lo 

AO 

nn 

m 

n  i 

8  *) 
o.  ? 

A 

3 

J 

MDC  Station  -  Pleasant  St. 

0 

5 

6.4 

5 

lo 

m 

0  1 

9.3 

6 

3 

MDC  Station  -  Elm  St. 

0 

15 

7.0 

7 

lo 

nn 

nn 

n  i 

W.J. 

J.X  . 

1 

vjarvinor 

Crystal  Lake  near  P.  S. 

1 

21 

6.6 

10 

21 

.22 

.02 

.01 

0.1 

21. 

11 

3 

Perley  Brook 

2 

58 

6.4 

6 

15 

.74 

.03 

.16 

0.0 

8.7 

4 

3 

Dike's  Brook  Reservoir 

0 

19 

6.1 

12 

.24 

.19 

.00 

0.0 

8.5 

6 

2 

Haskell  Reservoir 

2 

12 

5.9 

4 

39 

.18 

.28 

.18 

0.7 

36. 

37 

3 

Wallace  Reservoir 

0 

23 

6.1 

8 

10 

.20 

.01 

.00 

0.0 

16. 

9 

1 

> 

Klondike  Quarry 

0 

5 

6.5 

8 

19 

.04 

.00 

.01 

0.1 

15. 

9 

2 

Tap  in  City 

1 

20 

6.4 

5 

35 

.40 

.12 

.02 

0.0 

26. 

16 

3 

Goose  Cove  Reservoir 

2 

65 

6.4 

6 

29 

0.8 

.03 

.02 

3.4 

15. 

9 

3 

Babson  Reservoir 

1 

65 

6.1 

5 

30 

.39 

.01 

.13 

0.1 

20. 

U 

2 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface   Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Great  Harrington 

c*6L 3b  nouliuaXii  nooervuir 

1 

17 

6.9 

a 

56 

.10 

.02 

.01 

0.0 

2.2 

2 

3 

Infiltration  Gallery 

0 

3 

7.1 

78 

93 

.00 

.01 

.00 

0.5 

6.8 

4 

3 

Green  River  opp.  Infiltration  Gallery 

0 

10 

7.3 

71 

86 

.01 

.00 

.00 

0.5 

7.2 

4 

3 

Great • Barrington 

DO 

m 
•  uj 

on 

.  U4 

u.  ± 

0  7 

Hmi«At.nni  c  W.W. 

Long  Pond  near  Gatehouse 

1 

15 

7.5 

1} 

T 

X 

c 

Filt.  Water  at  Filter  Plant 

0 

8 

7.5 

77 

85 

.01 

.00 

.02 

0.2 

1.8 

1 

2 

Gt^pitPI  pi  ri 

Glen  Brook  -  Upper  Reservoir 

1 

18 

7.2 

35 

51 

.03 

.00 

.07 

0.4 

6.0 

3 

3 

Filter  Plant  -  Raw  Water 

1 

9 

7.0 

37 

51 

.03 

.00 

.01 

0.4 

4.2 

3 

3 

Filter  Plant  -  Settled  Water 

1 

14 

7.1 

37 

53 

.05 

.00 

.00 

0.4 

5.0 

3 

3 

Outlet  of  Filters 

0 

5 

7.1 

37 

53 

.02 

.00 

.00 

0.4 

4.8 

3 

3 

Tap  in  Town 

2 

15 

7.2 

37 

49 

.18 

.00 

.00 

0.4 

6.3 

3 

3 

Hatfield 

Running  Gutter  Brook  Reservoir 

0 

3 

6.7 

24 

u 

.02 

.00 

.01 

3.1 

5.7 

4 

3 

Haverhill 

Millvale  Res.  -  Tap  in  P.  S. 

1 

73 

6.6 

23 

47 

.23 

.01 

.13 

0.1 

34. 

17 

3 

Crystal  Lake  near  Intake 

0 

24 

6.9 

15 

24 

.03 

.01 

.04 

0.1 

10. 

6 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

SC 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont'd. 

HAVERHILL 

Kenoza  Lake  -  Tap  in  P.  S. 

j. 

6.9 

X  I 

jy 

0/ 

0/ 

0  0 

*~j . 

12 

j 

Johnson's  Pond  -  Tap  in  P.  S. 

9 

3/ 

7.1 

3Q 

0* 

.01 

.21 

0.1 

14. 

7 

3 

Gale  Hill  Reservoir 

7.2 

1 7 

?6 

.08 

.00 

.00 

0.0 

22. 

14 

2 

Hingham 

Accord  Pond  -  RAW 

T 
J. 

JO 

7.0 

c 

j 

16 

.00 

0.0 

22 

2 

Accord  Pond  -  Outlet  to  Fulling  Mill 

1 

6.5 

15 

38 

,08 

.02 

.10 

1.3 

22. 

12 

3 

Fulling  Mill  Pond  -  Treated 

1 

11 

6.8 

32 

38 

» 13 

.14 

.Ul 

U.  5 

1  f 

Hinsdale 

Reservoir  from  Tap 

0 

0 

6.8 

5 

9 

.0^ 

.10 

.01 

0.3 

1.7 

1 

3 

Holbrook 

Randolph-Holbrook  Joint  Supply-Tap 

0 

5 

6.8 

34 

57 

.05 

.01 

.01 

1.2 

44. 

31 

3 

Holden 

Muschopauge  Lake  -  Tap  on  System 

0 

7 

6.7 

9 

20 

.02 

.00 

.04 

0.1 

4.8 

6 

2 

Holyoke 

Mahon  Reservoir  -  Outlet 

0 

12 

7.A 

9 

17 

.06 

.02 

.00 

0.0 

3.7 

3 

3 

Hugh  McLean  Res.  Surface  near  Gatehouse 

0 

8 

7.3 

12 

20 

.04 

.02 

.02 

0.1 

7.5 

3 

3 

White  Reservoir  -  Surface  near  Gatehous 

e  0 

16 

7.2 

u 

26 

.03 

.08 

.08 

0.2 

3.0 

3 

3 

Wright  &  Ashley  Ponds 

0 

12 

7.2 

17 

23 

.05 

.02 

.02 

0.0 

6.0 

3 

3 

Whiting  St.  Res.  near  Gatehouse 

0 

9 

7.0 

36 

59 

.07 

.02 

.02 

CO 

19. 

7 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 


Source 


- 

3 

H 


o 
o 
o 


a. 


Milligrams  per  Liter 


>> 


f-, 
X 


CD 

to 

0) 

c 
bo 

c 


c 

o 

S 
£ 

< 


CP 

•o 
o 

o 


Hudson 

Ipswich 
Lawrence 


Lea 


Leicester 


Gates  Pond  near  Gatehouse 
Fesgate  Brook 

Dow's  Brook  Res.  near  Gatehouse 

Merrimack  River  -  Intake 

Coag  &  Settled  Water  as  applied  to 
Rapid  Sand  Filter 

Effluent  of  Rapid  Sand  Filter 

Outlet  of  Distribution  Res. 

Tap  at  Water  Dept.  Shop 

Tap  at  Experiment  Station 

Basir  Pond  Brook 

Codding  Brook  -  Upper  Reservoir 

Codding  Brook  -  Lower  Reservoir 

Henshaw  Pohd  -  Direct 

Filtered  Water  -  Tap  in  P.  S. 


IS 
158 
25 
63 

7 
5 

15 
15 
33 
83 
11 
18 
35 
27 


6.^ 

6.4 
7.0 
7.1 

6.6 
6.6 
6.8 
7.0 
7.3 
7.3 
7.2 
7.2 
6.8 
6.7 


10 

10 

65 
17 

7 
9 

1? 
20 
2C 
10 
22 
13 
16 
16 


24 

45 
86 
19 

30 
34 
44 
47 
46 
17 
33 
23 
34 
51 


.05 

o3I 
.12 
.46 

.12 
.30 
.35 
.52 

.  *■ — 

028 
JO 
.36 
.30 
.06 


.01 

.3  8 
.01 
.04 

.03 
.03 
.c3 
.01 

.c: 

.00 
.03 
.07 
.00 
.00 


.04 

0.5 
.00 
.54 

.72 
.69 

,4? 
C5 
.69 
.00 
.06 
.C? 
.06 
.04 


0.1 

1.6 
0.3 

C4 

0.5 
C4 
0.5 
0.6 
0.5 
0.3 
CO 
C.2 
0.3 
0.2 


7.8 

9.3 
24. 
18. 

22. 
22. 
21. 
20. 
23. 
1.7 
1.8 
2.7 
39. 
38. 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface   Water  Sources  for  Year  1971 


City  or  Town 

Source 

Turbidity 

Color 

X 

a, 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Lenox 

Lower  Root  Res.  near  Gatehouse 

0 

13 

7.0 

56 

65 

.03 

.03 

.04 

0.1 

2.7 

1 

3 

Woolsey  Res.  near  Gatehouse 

0 

12 

7.] 

46 

59 

.04 

.01 

.02 

0.1 

2.0 

1 

3 

Leominster 

Fall  Brook  Reservoir  -  Surface 

0 

11 

6.9 

5 

11 

.11 

.05 

.07 

0.2 

4.8 

3 

3 

Simonde  Pond  -  Raw  water 

c 

20 

6.3 

6 

9 

.39 

.03 

.13 

0.1 

12. 

3 

Siir.onds  Pond  -  Final  Effluent 

0 

15 

7.3 

14 

19 

.14 

.02 

.08 

0.1 

13. 

10 

3 

District  Reservoir  near  Gatehouse 

0 

Q 

✓ 

7.0 

4 

8 

.08 

.00 

.03 

CO 

8.0 

4 

3 

Lincoln 

Sandy  Pond  near  Gatehouse 

1 

7 

6.4 

7 

15 

.06 

.07 

.07 

0.1 

12. 

4 

3 

Lowell 

Raw  water  -  Merrirr.ack  River 

2 

38 

7.] 

H 

20 

.41 

.03 

C.8 

0.3 

17. 

11 

3 

Outlet  of  Settling  Tank  before  Flit. 

1 

7 

6.7 

7 

19 

0.4 

.04 

.48 

C4 

21. 

17 

3 

Filter  Effluent 

Q 

4 

6.? 

14 

21 

.07 

.03 

C5 

0.4 

21. 

21 

3 

Tap  in  City  -  6th  St.  Meter  Shop 

0 

U 

7.0 

18 

20 

.08 

.03 

.53 

0.4 

22. 

24 

3 

Ludlow 

Tap  in  Town 

1 

18 

7.1 

12 

22 

.15 

.00 

.01 

0.1 

9.5 

6 

2 

Lynn1. 

Birch  Pond  near  Gatehouse 

1 

27 

7.2 

15 

40 

.12 

.04 

.08 

C2 

38. 

20 

3 

Breed ' s  Pond  near  Gatehouse 

1 

44 

7.2 

22 

44 

.IE- 

.07 

.08 

C2 

44. 

24 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont 'd. 

Lynn 

Hawkes  Pond  near  Gatehouse 

1 

70 

7.2 

52 

74 

.22 

.01 

.00 

0.2 

60. 

32 

3 

Walden  Pond  near  Gatehouse 

1 

53 

7.2 

23 

45 

.17 

.01 

.08 

0.1 

40. 

20 

3 

Saugus  River  at  Intake  to  Lynn  W.W. 

1 

82 

7.0 

61 

87 

.32 

.11 

.16 

0.1 

66. 

30 
• 

3 

Ipswich  River  at  Intake 

2 

53 

7.0 

20 

39 

.91 

.06 

.15 

0.3 

47. 

25 

3 

Tap  in  City 

1 

33 

6.9 

24 

57 

.35 

.04 

.00 

0.2 

56. 

30 

3 

Manchester 

Gravel  Pond  -  Surface 

0 

25 

7.0 

18 

25 

.09 

.02 

.01 

0.0 

17. 

9 

2 

Gravel  Pond  -  Treated 

1 

11 

6.8 

12 

31 

.16 

.02 

.01 

0.0 

17. 

10 

3 

Marlboro 

Millham  Brook  Reservoir 

1 

30 

6.9 

13 

57 

.17 

.03 

.10 

0.5 

80. 

32 

3 

Lake  Williams  near  P.  S. 

1 

20 

6.9 

12 

59 

.05 

.01 

.08 

0.3 

108. 

56 

2 

MDC  Supply 

0 

19 

7.0 

9 

17 

.03 

.00 

.03 

0.2 

9.3 

6 

2 

Maynard 

White  Pond  near  Gatehouse 

1 

5 

*7  O 
1  •  <c 

18 

16 

.07 

.02 

0.6 

0.0 

11. 

7 

3 

Methuen 

Tap  in  Town-Lawrence  Supply 

1 

9 

6.9 

19 

47 

.18 

.10 

.19 

0.6 

27. 

15 

3 

MDC  -  Clinton 

Ent.  to  Aqueduct  in  Power  House 

0 

5 

7.1 

9 

10 

.03 

.00 

.01 

0.0 

9.0 

5 

1 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface  Water  Sources  for 


Year  l^1 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

0t 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 

nu(j—  L(imt»on 

wuinapoxex  iu.vcr  auove  uao  in  uaKaaie 

1 

80 

A  ft 

11 

18 

.25 

.00 

.00 

0.2 

18. 

11 

1 

otliiwaxer  n..  just  auove  nign  water 
Mark  of  Reservoir 

0 

40 

6.7 

12 

U 

.21 

.00 

.01 

0.3 

11. 

6 

1 

Gates  Brook  just  above  Reservoir 

1 

65 

6.8 

u 

76 

.19 

.00 

.01 

1.3 

72. 

31 

1 

Wachusett  Res.  Outside  of  Intake  Works 

0 

0 

7.0 

8 

12 

i03 

.00 

.00 

0.0 

9.0 

1 

5 

MDC-Belchertovn 

Quabbin  Res.  In  or  near  Intake  Tunnel 

n 

o 

6.4 

j 

1/ 

OA 

.00 

-02 

0-1 

35- 

2.5 

1 

Ware  River  at  Shaft 

0 

40 

6.2 

u 

18 

.22 

.00 

.25 

0.2 

21. 

6 

1 

MDC- Framing ham 

Framing ham  Res. #3  near  Gatehouse 

0 

25 

7.1 

17 

41 

.06 

.01 

.06 

0.2 

50. 

28 

3 

Sudbury  Res.  near  Gatehouse 

2 

23 

7.1 

17 

38 

.05 

.00 

.10 

0.1 

38. 

19 

2 

Walkers  crook  Jvf fluent— Sudbury 

0 

21 

O.c 

19 

60 

.02 

.02 

.06 

0.9 

171. 

94 

2 

Terminal  Chamber-Gatehouse#2 
Chestnut  Hill 

0 

16 

6.9 

11 

29 

.04 

.01 

.10 

0.2 

26. 

12 

3 

Ncnrumbega  Res.  at  Cutlet 

0 

12 

7.0 

8 

15 

.02 

.00 

.01 

0.1 

11. 

5 

3 

Weston  Reservoir  at  Gatehouse 

0 

12 

7.0 

9 

14 

.03 

.00 

.03 

0.2 

11. 

5 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 

cu 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

MDC  -Revere 

Tap  in  City 

2 

17 

6.8 

10 

22 

.38 

.01 

.07 

0.3 

8.5 

5 

3 

MDC  -Boston 

Tap  at  600  Washington  St. 

0 

j 

6.3 

j 

18 

.03 

.00 

/  0 

0.2 

8.0 

/ 
*f 

1 

MDC  -Newton 

Tap  on  System 

0 

8 

6.8 

7 

15 

.03 

.00 

•  j-f 

0.2 

10. 

J 

3 

MDC  -Stoneham 

Spot  Pond  from  Gatehouse 

0 

10 

6.6 

6 

19 

.05 

.00 

.05 

0.2 

13. 

7 

3 

Milford 

Charles  River  -  Inlet  to  Filters 

0 

u 

6.7 

9 

23 

.25 

.03 

.21 

0.2 

20. 

3 

Monroe 

Raw  water  at  Filter  Plant 

u 

9 

6.8 

14 

17 

.Oo 

.OU 

.01 

0.1 

3.5 

2 

3 

Filtered  Water  at  Filter  Plant 

0 

27 

6.8 

13 

.17 

.08 

.00 

.01 

0.1 

4.5 

2 

3 

Monson 

Co  riant  Pond 

1 

60 

6.6 

9 

18 

.52 

.05 

.09 

.37 

7.7 

3 

3 

Montague 

Lake  Pleasant  -  Direct 

0 

9 

6.7 

5 

H 

.08 

.00 

.09 

0.1 

4.5 

3 

3 

Needham 

MDC  -  Tap  in  P.  S. 

0 

11 

6.9 

8 

18 

.04 

.00 

.17 

0.2 

11. 

9 

3 

Nev  Bedford 

Little  Quitticas  Pond  at  Intake 

0 

21 

6.6 

6 

13 

.10 

.01 

0.4 

0.0 

11. 

7 

3 

Great  Quitticas  Pond-Inlet  to  Little 
Quitticas 

0 

17 

6.8 

7 

12 

.07 

.01 

0*5 

0.1 

14. 

7 

3 

High  Hill  Reservoir  at  Outlet 

1 

25 

6.7 

8 

16 

.12 

.04 

.01 

0.0 

16. 

16 

1 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont'd. 

New  Bedford 

T-rmu  PnnH  •»  BonfiT  End 

0 

60 

6.7 

8 

16 

.19 

.02 

.01 

U.U 

lo. 

Q 

7 

i 

lap  in  *  .  >-»• 

1 

25 

6.8 

16 

18 

.17 

.02 

.00 

0.0 

17. 

15 

1 

Ton    In    ("M  +tr    Hfll  1 

lap  in  »>ix>y  naj-j. 

1 

18 

6.8 

17 

18 

.16 

.01 

.10 

r\  r\ 
O.U 

lo. 

15 

-1 

Nevburyport 

Ar-+  -i  nhnVf  Rl  vat—  Intake  at  UoDer  Dam 

1 

45 

6.8 

26 

37 

.38 

.09 

.18 

0.1 

19. 

1U 

o 

J 

M4-*-o^  flou  Uaf or  «r>n1 1  «d  t.O  filter 

1 

Ul 

6.8 

25 

36 

.69 

.09 

.02 

0.1 

19. 

1U 

3 

Ton  4n  Mcln  P  S     _  Finn!  Wfltpr 
it»p  in  n&in                *  xai/i  i  nt*wci 

2 

25 

6.7 

•  jy 

OA 

-12 

0.6 

26. 

13 

3 

Ton    4n    CM+ir    Ho  1  1 

lap  in  wi^y  noii 

1 

2A 

6.7 

27 

51 

.45 

.03 

.11 

0.6 

34. 

13 

3 

North  Adams 

DTOaCl   DTOOK  tlDOVc  xiii/CLivc 

0 

11 

7.1 

17 

24 

.01 

.00 

.01 

0.2 

2.3 

1 

3 

•James  croon 

0 

9 

7.2 

52 

56 

.01 

.00 

.01 

0.0 

2.0 

1 

3 

J 

itc i  miiiiBiDS  iveser vijax^ 

0 

10 

7.0 

51 

68 

.02 

.00 

.01 

0.3 

2.0 

1 

3 

Notch  Brook 

0 

H 

7.  4 

56 

68 

.05 

.oc 

.04 

.03 

1.3 

1 

2 

North  Andover 

Great  Pond-P.S.  after  Treatment 

0 

15 

7.1 

15 

35 

.03 

.01 

.04 

0.1 

23. 

11 

3 

Northampton 

Middle  Res. -Roberts  Meadow  Brook 

1 

37 

6.8 

19 

23 

.23 

.02 

.07 

0.1 

6.7 

3 

3 

Mountain  St.  Reservoir 

0 

16 

6.9 

21 

28 

.07 

.oc 

.03 

0.1 

3.5 

2 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19  71 


I 


City  or  Town 

Source 

Turbidity 

Color 

A 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

BtooV  above  Puller  Pond 

1 

15 

6.7 

19 

A2 

.11 

.OA 

.03 

0.8 

27. 

20 

2 

Final  Effluent  of  Filters 

0 

0 

6.3 

15 

36 

.01 

.OA 

.00 

0.0 

20. 

6 

1 

North  Pond  near  Gatehouse 

0 

25 

6.7 

9 

21 

•34 

.01 

.u 

0.1 

6.3 

A 

3 

Doane  Pond  near  Gatehouse 

0 

25 

6.4 

5 

22 

.22 

.02 

.20 

0.3 

19. 

8 

1 

TlrmeT  Rp o .  on  Louisana  Brook 

0 

8 

6.8 

13 

18 

.06 

.00 

.01 

0.0 

1.2 

1 

3 

NoT+hfield  Seminarv  TaD 

0 

7 

6.8 

18 

.20 

.09 

.00 

.02 

0.0 

1.8 

2 

3 

urange 

V^JVJ  JL.  JL  *-l  fci  C             vviv     i^o^l   »  vJ.1 

0 

A3 

6.5 

9 

18 

.09 

.00 

.06 

0.3 

5.5 

2 

2 

Pal  iuk 

I  iff  JH  1  1  l/Ull            OC1  l  vll 

0 

5 

7.1 

19 

29 

.08 

.01 

.02 

0.2 

21. 

9 

3 

fVpo vft s  Brook  —  Uddgt*  Reservoir 

0 

16 

7.1 

10 

16 

.25 

.00 

.03 

0.0 

6.8 

3 

3 

Grave r  Brook  —  Lover  Reservoir 

0 

12 

7.0 

12 

H 

.31 

.00 

.OA 

0.0 

5.0 

3 

3 

Paxton 

Asnebumskit  Pond 

0 

15 

0.  5 

15 

22 

.08 

.01 

.03 

.05 

29. 

1A 

2 

Spring  Basin 

0 

7 

6.3 

11 

31 

.06 

.01 

.OA 

1.0 

36. 

15 

2 

Peabody 

Spring  Pond  near  Gatehouse 

0 

26 

6.9 

23 

80 

.06 

.00 

.06 

0.A 

67. 

31 

3 

Suntaug  Lake 

8 

35 

6.8 

15 

29 

.10 

.00 

.OA 

0.2 

27. 

15 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface   Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

►E 
Q* 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Pittsfield 

Cleveland  Reservoir  -  New  Intake 

X 

6.5 

•  <j 

0  7 

/ 

3 

Farnham  Reservoir  -  Nev  Intake 

0 

53 

6.4 

o 
o 

•  2o 

i  n 

,1V 

,U4 

n  o 

U.  /L 

c 

p 

Ashley  Reservoir  -  New  Intake 

0 

25 

6.6 

32 

39 

•  Do 

.  UU 

m 
•  ul 

n  o 
u.  <£ 

o  n 

1 

Ashley  Lake  near  Outlet 

0 

11 

6.8 

21 

nA 

nn 

no 

•  UU 

n  9 

U.  <C 

1 
J. 

c 

Upper  Sackett  Reservoir 

1 

20 

7.0 

35 

4V 

no 
.u? 

nn 

.  UU 

nn 

.  UU 

n  i 

"3  ^ 
J*  J 

o 

o 

Tap  in  City  Hall 

0 

17 

6.8 

U 

26 

.24 

.02 

.01 

0„2 

5.0 

2 

2 

Plymouth 

Great  South  Pond  near  Outlet 

0 

2 

7.0 

5 

10 

.02 

.00 

.01 

0.0 

7,3 

6 

3 

Little  South  Pond  near  Outlet 

0 

2 

7.0 

4 

11 

.03 

.00 

.01 

0.1 

8.0 

6 

3 

Quincv 

MDC  -  Tap  on  System 

0 

13 

6.7 

9 

28 

.19 

.00 

.04 

0.3 

u. 

8 

3 

Randolph 

Great  Pond  -  Raw  water 

1 

13 

6.9 

17 

45 

.12 

.17 

.06 

0.3 

53. 

32 

3 

Oront    Pnnri   —  Fi  ni  nhftri  uflt.pr 

0 

12 

7.1 

28 

a 

.07 

.06 

.03 

0.3 

54. 

39 

3 

Rockland 

Abington    Rockland  Joint  Supply 

1 

9 

6.7 

17 

36 

.44 

.01 

.04 

0.2 

53. 

31 

3 

Rockport 

Upper  Carlson's  Quarry 

0 

5 

7.1 

7 

16 

.09 

,01 

.00 

0.2 

19. 

10 

3 

Cape  Pond  -  Raw  water 

2 

88 

6.4 

8 

16 

1.8 

.53 

.01 

0.2 

38.. 

19 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

sc 
a 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

IT* 

a 

§ 
□ 

< 

Nitrate  N 

Chlorides 

Sodium 

Final  Effluent  at  Filter  Plant 

1 

5 

6.5 

31 

58 

.07 

.82 

.00 

0.0 

56. 

Art 

28 

1 

itUSSB-Ll 

Hl«r»V  Brook  Reservoir  before  filtration 

2 

25 

<ar8 

19 

21 

.22 

.01 

.00 

0.0 

3.8 

2 

2 

Rla/«v  Rww-kV    Pnaf»rrvn1  t  after  filtratior 

1 

14 

6.9 

18 

17 

.06 

.01 

.00 

0.1 

2,2 

2 

3 

TV    A,  ^  _  J 

Rutland 

.  ■■■  .a  V«  ir »  naiiim     T.OITA    ni>t]7(     r         .  1 

nu3CZiOpoiu^6  jjculb  nc-ir  *»  >j» 

0 

8 

7.1 

10 

15 

.04 

.01 

.01 

0.0 

6.8 

4 

2 

SaJLem 

x  ui»nain  *r>. lib  nesorvvir 

1 

47 

6.7 

12 

36 

.34 

.14 

.10 

0.2 

28 . 

14 

3 

T-nmrrViotvi    Rao       nt    Rnr'T      to   VATlVl  ATT1  Lflkft 

2 

87 

6.6 

21 

33 

1.2 

.04 

.02 

0.2 

28, 

16 

3 

U^okaM  T  nVo     V-t  1  +    Plant  .Raw 

tiennam  juaxe    rixT»«*xeum/ <™iwiw 

0 

30 

6.7 

21 

46 

.11 

.11 

.02 

0.3 

42. 

19 

3 

Outlet  oi  ooag.  msin 

1 

25 

6.9 

26 

58 

.15 

.13 

.00 

0.3 

43. 

20 

3 

Bt_.l    1ET4*1iiATt'f    Ton   4n    .CU>1  »ffl   Flit    PI  Ant. 

0 

16 

6.9 

24 

56 

.08 

.10 

.00 

0.3 

45. 

20 

3 

Scituate 

2 

210 

6.9 

15 

26 

1.5 

.14 

.00 

0.1 

44. 

25 

2 

Old  Oaken  Bucket  Pond  -  Finished 

0 

6 

6.7 

8 

27 

.06 

.13 

.00 

0.1 

43. 

39 

3 

Tap  in  Town  Hall 

0 

3 

6.5 

25 

51 

.04 

.00 

.00 

0.9 

45. 

29 

3 

Shelburne 

Fox  Brook  Intake  Res.  Direct 

0 

13 

7.1 

36 

u 

.03 

.00 

.00 

0.1 

2.2 

2 

3 

Somerset 

Treatment  Plant  -  Raw  Water 

1 

27 

6.6 

9 

24 

.21 

.05 

.09 

0.1 

6.2. 

5 

3 

Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  Water 


Supplies 
Sources  for 


Year  19^71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 
a 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Bont'do 

Somerset 

Treatment  Plant  -  Settled  water 

2 

5 

6.1 

6 

22 

.10 

.05 

.04 

0.1 

9.3 

11 

3 

Treatment  Plant  -  Finished  water 

0 

1 

6c  5 

12 

22 

.02 

.03 

.OA 

0.1 

10. 

16 

3 

Fire  Station  -  Country  St. 

0 

2 

6.7 

15 

25 

.06 

.01 

.OA 

0.2 

10. 

16 

3 

Southboro 

New  Station  -MDC  Aqueduct 

0 

8 

7.7 

7 

18 

.03 

.00 

.01 

0.1 

13. 

5 

3 

Southbridge 

Hatchet  Brook  Reservoir  #3 

1 

2A 

6.8 

5 

u 

.08 

.00 

.07 

0.0 

3.0 

2 

3 

Hatchet  Brook  Reservoir  §A 

X 

T  7 

X  1 

6.6 

**■ 

15 

• 

.00 

.05 

0.1 

3.8 

2 

3 

Hatchet  Brook  Reservoir  #5  -  Direct 

0 

15 

6.5 

A 

11 

.20 

.05 

.OA 

0.0 

2.7 

2 

3 

Cohasse  Brook  Reservoir 

1 

68 

6.4. 

9 

16 

0.9 

.23 

.10 

0.1 

8.3 

3 

3 

South  Hadley 

Leaping  Well  Reservoir  near  Gatehouse 

0 

15 

6.9 

19 

28 

.10 

.01 

.03 

0.3 

12. 

6 

2 

Elmer  Brook-Entrance  to  Filters 

0 

18 

6.8 

28 

39 

.09 

.00 

.00 

0.0 

3.5 

2 

2 

ELmer  Brook  -  Filtered 

0 

10 

6.8 

2A 

38 

.OA 

.OC 

.00 

1.5 

6.5 

7 

1 

Spencer 

Shaw  Pond  -  Tap  in  Town  House 

0 

H 

7.1 

7 

15 

.31 

.01 

.02 

0.0 

5.2 

2 

3 

Springfield 

Cobble  Mt.  Res.  Surface  at  Dam 

0 

18 

6.5 

10 

21 

.12 

.05 

.02 

0.2 

11. 

8 

3 

West  Parish  Filters- Inlet  to  Set. Basin 

0 

20 

6.8 

10 

17 

.18 

.03 

.00 

0.1 

H. 

8 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface   Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Milligrams  per  Liter 

Turbidity 

Color 

X 
o. 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

at 
"S 

1 
s 

< 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Cont'd. 
Springfield 

West  Parish  Filters-Final  Effluent 

0 

8 

6.7 

9 

16 

.05 

.00 

no 

0.1 

H. 

8 

3 

Ludlow  Res.  -  Before  Filtration 

0 

18 

6.7 

11 

21 

.09 

.01 

.01 

0.1 

12. 

7 

3 

Ludlow  Res.  After  Filtration 

0 

5 

6.7 

8 

23 

.07 

.00 

.  UU 

0.1 

H. 

7 

3 

Stockbridge 

Lake  Averic  near  P.  S. 

0 

23 

7.0 

54 

57 

.13 

.OA 

r\r\ 
.  W 

0.1 

2.7 

1 

3 

Stoughton 

Collecting  Gallery-  Tap  in  Muddy'1  k 

P.S. 

>nd 

0 

12 

6.5 

23 

37 

.25 

.01 

.CO 

2.6 

21. 

H 

3 

Tap  in  Town  Hall 

± 

6.5 

jy 

•  J  < 

m 

no 

0  0 
<c.  c. 

10 

-i 
j 

Stow 

Tap  at  Juniper  Hill  Water  Co. 

1 

8 

6.9 

26 

H 

.19 

.00 

0.1 

15. 

6 

3 

Sunderland 

Saw  Mill  Brook  Res.  -  Direct 

0 

11 

7,3 

55 

56 

.03 

.01 

.  UU 

0.0 

3.3 

3 

3 

Tap  in  Town  -  Filtered  Water 

0 

0 

7.3 

51 

55 

.00 

.00 

.00 

0.1 

2.7 

3 

3 

Swampecott 

HOC  -  Tap  in  Town 

0 

9 

6.8 

8 

19 

.06 

.00 

.00 

0.1 

13. 

6 

3 

Swansea 

Coles  R.  Brook  -  Upstream  of  Midwood 

0 

177 

6.6 

H 

29 

.71 

.02 

.01 

0.1 

11. 

7 

3 

Taunton 

Assavompsett  Pond  near  Gatehouse 

0 

15 

6.9 

8 

12 

.06 

.01 

.02 

0.0 

16. 

8 

3 

Elder's  Pond  near  Gatehouse 

0 

9 

6.9 

7 

13 

.06 

.03 

.01 

0.0 

15. 

8 

3 

Long  Pond  at  Entr.  to  Assavompsett 

0 

30 

6.5 

7 

H 

.19 

.03 

.00 

0.0 

17.. 

9 

3 
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Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface   Water  Sources  for  Year  19  ^ 


City  or  Town 

Source 

Turbidity 

Color 

s 
a 

Milligrams  per  Liter 

No.  of  Samples 

) 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

Cont'd. 

Taunton 

filter  ueis in 

0 

13 

6.4 

8 

18 

.08 

.04. 

.08 

0.5 

18. 

9 

3 

rrospecv  nui  ui3triDuiiJ.uu 

0 

12 

6.1 

6 

15 

.18 

.07 

.03 

0.0 

19. 

8 

3 

Tap  at  City  Hall 

0 

9 

f\  0 

O.  VJ 

6 

H 

.13 

.13 

.00 

0.0 

16. 

8 

3 

Taunton  oupply  —  lap  in  nospioai 

1 

11 

so 

7 

20 

.50 

.04 

.01 

0.0 

18. 

9 

2 

Wakefield 

Orystal  i<aice  -  nav  wairer 

1 

18 

6.5 

24 

a 

.09 

.00 

.05 

0.1 

39. 

20 

3 

Final  Effluent  or  oand  filter 

0 

13 

6  5 

30 

53 

.13 

.01 

.02 

0.3 

54. 

23 

3 

lap  in  niuiic  hoikb  uxug. 

0 

10 

6.6 

9 

16 

.20 

.00 

.02 

0.2 

13. 

6 

3 

Ware ham 

C-_j    P^»v«3          Tan    A  n    P  R 

band  iOnd  -  lap  in 

0 

4 

7.1 

6 

10 

.03 

.00 

.01 

0.4. 

9.0 

6 

3 

Tap  in  District  Office 

0 

5 

6.7 

5 

13 

.08 

.00 

.00 

0.4. 

8.2 

9 

3 

J  Westbo  rough 

Sandra  Pond  -  Tap 

0 

8 

6.6 

7 

30 

.11. 

.04 

.04- 

0.2 

89. 

47 

3 

Westfield 

Itontgomery  Res.  near  Gatehouse 

0 

43 

6.7 

6 

10 

.09 

.01 

.01 

0.0 

6.5 

4 

2 

Granville  Res.  -  Surface  at  Dam 

0 

10 

6.6 

7 

10 

.05 

.00 

.01 

0.0 

5.0 

4 

2 

Tekoa  Reservoir  near  Gatehouse 

0 

45 

7.0 

7 

H 

.11 

.oc 

.01 

0.1 

5.3 

4 

2 

Analysis  of  the  Water  of  Public  Water  Supplies 
Averages  of  Chemical  Analyses  of  Surface    Water  Sources  for  Year  19  71 


City  or  Town 

Source 

Turbidity 

Color 

X 

Milligrams  per  Liter 

Alkalinity 

Hardness 

Iron 

Manganese 

Ammonia  N 

Nitrate  N 

Chlorides 

Sodium 

No.  of  Samples 

Westminster 

Meetinghouse  Pond  -  Tap  in  Town 

o 

6.8 

1 2 

n 

00 

oy 

0  1 

1 0 

0 

X 

Weston 

MDC  at  Wellesley 

o 

7 

7.0 

-1-7 

03 

00 

OO 

0  1 

X 

8  7 

c 

j 

0, 
2 

Tap  in  Town  Hall 

o 

4 

6.8 

50 

07 

no 

OO 

O  O 

y  8 
40. 

OO 

2 

West  Springfield 

Bear  Hole  Brook  Res.  -  Raw  Water 

o 

18 

Xw 

7.1 

67 

07 

»-»-.? 

00 

0  0 

27 

7 

1 

0 
2 

Bear  Hole  Brook  Res.  -  Filtered  Water 

-LA 

7.3 

J  8 

Oy 

OT 
•  UX 

oi 

OO 

0  1 
U.X 

<L(  • 

XX 

2 

West  Stockbrldge 

East  Mt.  Reservoir  -  Direct 

0 

14 

6.8 

20 

31 

01 

.00 

.00 

0  0 

1  3 

O 

■a 
j 

Weymouth 

Great  Pond  -  Raw  Tap  on  Low  Lift  Pump 

2 

85 

6.8 

7 

23 

3.3 

.32 

.O4 

0.2 

21. 

13 

3 

Treatment  Plant  -  Ent.  to  Filters 

0 

22 

6.6 

6 

32 

.09 

.27 

.30 

0.2 

21. 

13 

3 

Treatment  Plant  -  Finished  Water 

0 

8 

6.8 

10 

36 

.02 

.13 

.04 

0.2 

21. 

H 

3 

Tap  on  System 

0 

9 

7.0 

55 

49 

.02 

.02 

.13 

0.2 

23. 

15 

3 

Whitman 

Brockton    Supply  -  Tap  on  System 

0 

6 

9.1 

16 

21 

.09 

.00 

.00 

0.1 

21. 

13 

3 

Williams  bury 

Unquemonk  Brook  -  Tap  on  Town 

1 

8 

7.0 

17 

23 

.12 

.00 

.02 

0.6 

2.8 

3 

2 

Williamstovn 

Paul  Brook 

0 

4 

7.6 

32 

36 

.00 

.00 

.00 

0.6 

1.3 

1 

3 

Rattlesnake  Brook  Reservoir 

0 

8 

7.6 

84 

81 

.00 

.oc 

.00 

0.1 

1-2 

1 

3 
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Analysis  of  the  Water  of  Public  Water 
Averages  of  Chemical  Analyses  of  Surface  water 


Supplies 
Sources  for 


Year  19 


City  or  Town 

Source 

Turbidity 

Color 

Milligrams  per  Liter 

No.  of  Samples 

Alkalinity 

Hardness 

Iron 

Manganese 

z 

a 

2 
S 

s 

< 

Nitrate  N 

Chlorides 

Sodium 

wincneaon 

Ilnnpr  NaulreAc  Lake 

1 

9 

6.5 

rr 

1 

.00 

0.0 

6.8 

3 

2 

■lncnester 

North  Reservoir 

■1           A     Wii        ■*           V»»  V          W  ^mr  mm»-  mm 

0 

15 

6.8 

rr 

1 

Oft 

on 

.02 

0.0 

10. 

*f 

3 

Middle  Reservoir 

0 

10 

6.9 

7 

18 

.09 

.00 

.00 

0.0 

12. 

6 

3 

South  Reservoir  near  Gatehouse 

0 

8 

6.7 

9 

19 

.10 

.01 

.01 

0.3 

6.7 

U 

3 

MDC  -  High  Service 

0 

10 

-10.: 

18 

.06 

.00 

.11 

0.2 

7.0 

22 

3 

wo  Dura 

Hotti  Pond  near  P.  S. 

5 

28 

7.3 

38 

86 

.07 

.02 

.03 

0.1 

180, 

62 

2 

Worcester 

Hold nn  Rfl^ervoir  —  Lover 

0 

11 

7.1 

6 

12 

.10 

.01 

.02 

0.1 

6.5 

U 

3 

Kendall  Reservoir 

0 

17 

7.1 

7 

17 

.15 

.01 

.03 

0.2 

5.5 

5 

3 

Pi he  Hill  Reservoir 

0 

17 

7.2 

8 

17 

.09 

.00 

.03 

0.3 
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